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PREFACE. 



A c 



^HE question of safety in the theatre is 
one of paramount importance, and though 
the subject has been often discussed, there are 
good reasons why it seems well to bring it up 
from time to time. Next to the question of 
\v safety from fire and panic, the comfort and 

healthfulness of theatre buildings require more 
attention than is usually bestowed upon them. 
The matter forming the first part of this 
book was first contributed by the author, by 
request, to the publications of the British Fire 
Prevention Committee; a condensed abstract 
of the second part was written originally for 
Appleton^s Poptdar Science Monthly. 

The object of the book is to put the matter 
into more permanent form, and to thus ren- 
der the same accessible to a larger class of 
readers. 

The Author. 

30 East 42ND Street, N.Y. 
May^ 191 S 
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SAFETY FROM FIRE AND PANIC* 

Man pfercht das Brennlichste zusammen, 
Da 8teht*8 dann alsobald in Flammen. 

H^olfgang von Goethe^ Xenien, 

IN the following, I will discuss briefly the 
question of personal safety in theatres. I 
am well aware of the fact that the ground has 
been gone over so thoroughly by competent 
writers as to leave hardly a possibility of mak- 
ing any new or promising suggestions, yet I 
hold that some good must come from agitating 
the question over and over again. It is a mat- 
ter of common observation that when a serious 
fire disaster has occurred — whether in a ho- 
tel, an asylum, a dwelling, or a theatre — the 

* This essay was originally prepared as a paper for the Publications of 
the British Fire Prevention Committee in London. The editor of the pub- 
lications, Mr. Edwin O. Sachs, wrote the following comments upon the 
paper, which I quote fi-om the preface to the English edition: — 

<< . . . The paper which the Executive presents in this publication 
must rank among the most important so far issued, for not only is the sub- 
ject deserving of very serious consideration, but the very name of the 
author commands the full attention of all concerned in fire prevention 
throughout the world. Mr. Wm. Paul Gerhard is the leading authority 
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press for a while takes up the subject and dis- 
cusses means and remedies, while the thor- 
oughly alarmed and frightened public stays 
away from those theatres or hotels the repu- 
tation of which from a safety point of view is 
doubtful. It is, unfortunately, the rule, how- 
ever, that as soon as the first excitement sub- 
sides, the general interest ceases, and after a 
very short interval things begin to go again 
the same way as before, and safety measures 
or precautions against the well-known dangers 
to life and limb in such structures are either 
neglected or forgotten. 

In this question history truly repeats itself, 
and to quote but a few instances, let me recall 
the numerous suggestions for theatre reform, 
the flood of plans, pamphlets, newspaper arti- 
cles, and the revisions of theatre ordinances, 
etc., which came forth immediately after the 
calamity of the Ring Theatre fire in Vienna, 
in December, 1881; or the sentiment in favor 
of better means of safety which was aroused 
by the theatre fire at Exeter, in September, 

in the United States in matters of theatre safety, and has been fighting an 
uphill battle of theatre protection for many a long year. His writings are 
well known to all concerned, and have not only served as a guide to the 
legislators of his own country, but also in the < Old World.* 

<<That Mr. Gerhard should now — as an honorary corresponding 
member of the Committee — have contributed so courteously to our pub- 
lications is a matter of congratulation, and I need scarcely express the ap- 
preciation of the Executive of the value of the assistance given, otherwise 
than to indicate that we also look upon Mr. Gerhard as an example to his 
fellow corresponding members, in respect to the assistance given in our 
work. ..." 
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1887, in England ; or the intense public excite- 
ment following the deplorable disaster of the 
Paris Charity Bazaar fire, in May, 1897; or 
finally, the horrors of the recent catastrophe of 
the burning of the Windsor Hotel, in New 
York, which occurred in the afternoon of St. 
Patrick's day, March 17th, 1899, and caused 
the loss of many lives. In every instance men- 
tioned — and these instances might be multi- 
plied indefinitely — the public excitement 
which followed the casualty did not last more 
than a few weeks. 

Now I hold that the subject is too impor- 
tant to be dismissed so soon from our thoughts. 
The interest in this grave question should, on 
the contrary, be kept up and maintained, and 
measures of safety agitated, until all dangerous 
public buildings are either made perfectly safe 
or are closed up. Owners or managers of the- 
atres, in particular, must be given to under- 
stand that their highest duty toward the public 
lies, not in giving them attractive perform- 
ances, but in providing absolute safety to the 
public while assembled in their buildings. 

General Considerations. 

To begin with, let me state that I shall con- 
fine my remarks to a consideration of safety 
measures for the theatregoers and the per- 
formers and stage-hands. I shall leave out of 
consideration the question of the safety of the 
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building, — in other words, the subject of pro- 
tection of property from fire, — except in so 
far as the safety of the building incidentally 
helps to increase the safety of the people as- 
sembled, during a performance, on both sides 
of the curtain. The safe construction of the 
building and measures tending to reduce the 
immense losses due to the destruction of such 
buildings by fire are no doubt desirable, but 
compared with the problem of how to avoid 
the terrible loss of life due to theatre-fire ca- 
lamities, they are of secondary importance only. 
Besides, the matter of safe construction has 
been well and thoroughly discussed in numer- 
ous excellent treatises of which I would only 
mention the recent standard work by Mr. Ed- 
win O. Sachs, on" Modern Theatres and Opera 
Houses." Another reason why stress will not 
be laid upon fire-resisting construction, and 
which will be brought out in what follows, is 
that incombustible or fire-proof construction, 
per sCy cannot and does not absolutely prevent 
theatre-fire disasters. For instance, an ill- 
planned theatre, having its exits badly arranged 
or insufficient in number, may, in case of a real 
or false alarm of fire, prove a veritable death- 
trap, though its construction may be thor- 
oughly fire-proof; and vice versa, a theatre 
which is combustible, which has wooden stair- 
cases, and which lacks fire-extinguishing appli- 
ances, may yet be so planned and arranged as 
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to afford the public perfect means for quick 
escape from smoke and fire, and therefore be 
the safer of the two. This instance indicates 
clearly that there are other safety measures of 
much more importance than fire-resisting con- 
struction. 

A study of the principal causes of theatre 
fires and panics and of the dangers which arise 
in such cases should form the basis of the sub- 
ject of prevention. It also offers the best clues 
for the essential requirements to be insisted 
on for the protection of theatregoers and per- 
formers. 

According to the carefully compiled statis- 
tics of Mr. Foelsch and Mr. Sachs, 207 fires 
out of a total of 401 of which the cause could 
definitely be ascertained, or somewhat over fifty 
per cent, had their origin either on the stage 
or near the stage in the stage part of the build- 
ing. The causes of these fires were defects 
in the gas installation, unprotected gaslights, 
careless or defective arrangements for the light- 
ing up of the gas, defects in the heating appa- 
ratus, fireworks, lamps, explosions, firing of 
guns, and defects in the electric light installa- 
tion. Therefore, the stage in a theatre is the 
point where the majority of fires break out, 
and the stage construction, the scenic appara- 
tus and its lighting, require above all to be im- 
proved and made safe, if theatre fires are to be 
reduced in frequency. 
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When Mr. Foelsch's first paper on " The- 
atre Fires " was published, in 1 870, he had col- 
lected statistics of 130 fires; when his book 
came out in 1878, it contained a record of 523 
fires ; the appendix to his book, issued in 
1882, increased this number to 631, and in his 
last essay on theatre fires, published in 1889, 
he enumerated 936 fires. Mr. Edwin O. Sachs, 
who continued the work of Mr. Foelsch, pub- 
lished in 1897 a list of 1,115 theatre fires (up 
to May, 1897). 

In his last book, " Reminiscences from the 
Life of a Civil Engineer," Mr. Foelsch gave 
the following statistics, in intervals of six 
years : — 

From 1 841-1846 occurred 32 theatre fires. 
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The point brought out by these statistics is 
that the average number of theatre fires per 
year is on the increase. This agrees with the 
deductions from statistics as given by Mr. 
Sachs. While the average annual number of 
fires in the last thirty years is twenty-seven, 
the average of the last twenty years is thirty- 
three, and that of the last ten years is thirty- 



General Considerations. 7 

six. This may be partly due to the increasing 
number of theatres erected, and partly, possi- 
bly, to the fact that the statistics of the last 
decade are more accurately kept. Still, one 
would hardly expect such a startling result in 
view of the numerous really valuable sugges-. 
tions made from time to time regarding im- 
provements for the safety of theatres. 

Occasionally, one finds the subject divided 
into measures of safety to be applied to old 
buildings, and those that should be carried out 
in new buildings. From my point of view, 
this division is unimportant, except in so far 
as the older buildings are naturally more dan- 
gerous, and likewise more difficult to improve, 
than theatres of more recent construction, 
which, as a rule, are better planned, better con- 
structed, and better equipped and maintained. 
On the whole, the principal measures of safety 
apply to both classes of buildings, and they 
can be carried out with only few exceptions 
whether the building is old or new. Of course, 
those who wish to avoid risks always go safer 
by shunning the older buildings and patron- 
izing only the recently built theatres, at least 
in the larger cities, where special theatre ordi- 
nances are enacted. For instance, a very little 
reflection ought to teach theatregoers that 
theatres in which the electric light is installed, 
particularly on the stage, are less dangerous 
than those still provided with gas illumination. 
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or that theatres necessarily located in a block 
are much safer if there are large courts on each 
of their sides, giving numerous means of egress 
to the open air in case of an alarm or panic. 

In my paper I shall have in view constantly 
the dangers from fires or panics breaking out 
during a performance. Statistics show that dur- 
ing the last hundred years (1797- 1897) at 
least 9,355 persons lost their lives in theatre 
fires. This loss of life seems so appallingly 
large as to make it certainly worth while to 
make continued attempts to minimize the dan- 
gers to which people crowded together in a 
theatre during a performance are exposed. Mr. 
Sachs, in his work on " Fires and Public En- 
tertainments," which forms a continuation of 
the statistical figures gathered with so much 
diligence and labor by the late engineer Aug. 
Foelsch, informs us that out of 769 theatre 
fires, 103, or about 13.5 per cent, broke out 
during the presence of the audience. These fig- 
ures certainly point out the graveness of the 
dangers to theatre audiences and stage per- 
sonnel. Dr. Brouardel, in an interesting arti- 
cle on " La mort dans les theatres," explains 
wherein these dangers chiefly consist. He tells 
us that loss of life in theatre fires or panics is 
caused by burning due to the fire and the 
flames ; by suffocation due to the heat, the 
smoke, or fire gases ; by shock or fright ; and 
by the crush or jam of the panic in which peo- 
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pie are trampled to death, or have their chests 
crushed in and die from hemorrhages, etc. 

It follows that in the case of a fire or panic 
the chief and essential conditions for the safety 
of the human beings are first, fresh air to pre- 
vent suffocation by smoke and gases, and ex- 
haustion by the heat of the flames ; second, 
lighty for darkness leads to confusion, frantic 
struggles, and crushes ; and thirds plenty of un- 
obstructed exits leading to outdoors, for the lack 
of proper exits, and obstructions in passage- 
ways or on stairs, lead to jams and cause many 
violent deaths. 

In considering the principal measures of 
safety for spectators, players, and stage-hands, 
I shall not, in this paper, follow the usual 
course of describing and discussing the various 
parts of a theatre building, their planning, con- 
struction, arrangement, and equipment, but I 
shall consider the safety measures as nearly as 
possible in what appears to me to be their rel- 
ative order of importance. Fire protection in 
theatres includes the following safety measures, 
viz. : — 

1. Means to permit the audience and the 
stage personnel to make their escape safely in 
case of either fire or panic. 

2. Measures tending to prevent an out- 
break of fire, and for quickly detecting and 
signaling a fire outbreak. 
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3. Measures for protecting the playgoers 
against fire and smoke. 

4. Means for the protection of the stage 
personnel. 

5. Measures for confining a fire to the stage 
and preventing its spreading. 

6. Means for saving life. 

7. Means for fighting firefs in their incip- 
iency. 

8. Measures to guard against a panic. 

I. Means To Permit the Audience and the 

Stage Personnel To Escape in 

Case of Fire or Panic. 

Under this heading will be considered the 
question of theatre exits, which safety measure 
I place at the head of the list, because it is by 
far the most important measure. In this all 
leading authorities are agreed. The safety of 
the persons assembled in a theatre building 
depends more upon properly arranged means 
of egress than upon fire- resisting construction 
or upon the provision of suitable fire appli- 
ances. 

Experience teaches that a theatre fire may 
become fatal to life within five minutes after 
the discovery of the fire. What must be done, 
therefore, in every such building, whether old 
or new, is to provide such means of egress as 
will insure the emptying of the entire house 
within three or four minutes. Rightly carried 
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out, this safety measure is entirely sufficient 
to save the lives of all people, spectators as 
well as performers, even when all other pre- 
cautions, be they ever so good, are neglected. 

But there is still another reason why the 
question of theatre exits is all important. Fre- 
quently false alarms of fire occur in a theatre, 
or a small stage fire is put out in its incip- 
iency, yet sudden terror may seize the audi- 
ence, and though their lives are threatened by 
neither flames nor smoke, they become panic- 
stricken, and a wild stampede towards the 
exits occurs. In such a case, the safety of the 
audience from the danger of being trampled to 
death or crushed in the jam depends entirely 
upon a provision of proper and sufficient exits 
to affiDrd a possibility of quickly reaching the 
open air. 

Under " exits " should be understood much 
more than merely the exits proper. We must 
include under this term the arrangement and 
dimensions of the seats, the width of the pas- 
sages between the seats, the number of seats 
between aisles, the width and number of aisles, 
the size of the gangways in the rear of the 
seats in the auditorium, the arrangement of 
vestibules, foyers, and lobbies ; the dimen- 
sions, planning and construction of staircases ; 
the fire-escapes and balconies; the arrange- 
ment and width of exit-doors ; the door-bolts, 
and the lighting of the exits. In other words. 



12 Theatre Buildings. 

the term "exit" includes the entire road which 
a spectator seated in the audience has to travel 
in order to reach the open air. 

In Publication No. 4 of the British Fire 
Prevention Committee the subject of " Thea- 
tre Exits " has been admirably treated by Mr. 
Alfred Darbyshire, and Mr. Thos. Blashill 
has referred to the same subject in his paper 
on " Lessons from Fire and Panic." Mr. Ed- 
win O. Sachs, architect, has perhaps struck 
the key-note in the following most important 
advice, which theatre owners and managers 
would do well to take to heart : " Everything 
to insure good exits should be done, even if 
some of the other requirements of modern 
theatre construction have to be given a second 
place. As far as the audience is concerned, 
suitable exits and straightforward planning 
should be given precedence." Equally true is 
the statement of Mr. Darbyshire : " Construc- 
tion may minimize the risk of a fire outbreak, 
equipment may prevent the spread of fire, but 
clear exits and good planning will principally 
contribute to the safety of an audience." 

This problem of how to secure a quick and 
safe departure of a theatre audience is largely 
a question of its proper and sufficient subdi- 
vision. While this is, to some extent, secured 
a priori by the division into different tiers, this 
in itself would not be sufficient, particularly if 
exits from different tiers are made to lead into 
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a common lobby. Each section should be 
again divided and made to leave by several 
independent outlets. In other words, the au- 
dience in the parquet, balcony, and gallery, 
should each be decentralized as much as possi- 
ble. The exit passages from different sections 
should, under no circumstances whatever, cross 
each other, meet, or be combined ; each sub- 
division should have at least two entirely sep- 
arate and independent exits leading to the 
open air ; in large buildings a greater number 
even may be required. The spectators occu- 
pying gallery seats have the farthest to travel, 
and should therefore have the best facilities for 
exits, whereas actually the reverse is but too 
often the case. 

It is not at all necessary that all the exits 
provided in a theatre should be used as en- 
trances before the performance begins ; but it 
is essential that all exits should be used 
nightly, after the performance, so as to famil- 
iarize the public with the different routes of 
travel. Nothing, to my mind, is worse in a 
theatre than the provision of so-called " emer- 
gency'' exits, which are supposed to be used 
only in case of threatening danger. 

The number of exits will depend upon the 
number of tiers and the size of the theatre ; 
the number of tiers should be limited, and the 
gallery should not be located too high above 
the street level, nor should the main audito- 
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rium ever be located a story above the street 
floor. In general, smaller theatres may be 
considered safer than larger houses. The ar- 
rangement of a sunk pit, so common in Eng- 
lish theatres, is unknown both in the United 
States and in Continental theatres. The pit 
arrangement is good in so far as it reduces the 
height of the upper gallery above the street 
level and thereby shortens the exit from the 
most dangerous part of a theatre. In the 
United States, building regulations call for 
the principal floor of the theatre to be not 
more than a few steps above the sidewalk. 

The arrangement and placing of the exits 
will depend upon the plan of the theatre, and 
this, in turn, is determined by the available 
site. Clear planning is most desirable so that 
in the event of danger the audience may clearly 
see their way out ; as a rule a symmetrical ar- 
rangement of both sides of each tier will con- 
duce to the quicker emptying of the theatre. 

It would be well to institute in newly com- 
pleted theatre buildings actual tests of the 
time required to empty them. According to 
Foelsch, a theatre in Milan, Italy, having thir- 
teen exits opened, was emptied in June, 1887, 
in less than four minutes (the size or capacity 
of the house is not stated). I am informed by 
a person who has frequently visited the Wag- 
ner performances that the Bayreuth Theatre, 
having a capacity of 1,500 persons, can be 
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emptied in just two minutes. The Fifth Av- 
enue Theatre in New York (holding 1,400 
persons) can be emptied in two and one-half 
minutes; Keith's New Theatre in Boston 
(3,000 persons) in four minutes ; the recent 
Abbey Theatre in New York (1,450 persons) 
in one and one-half minutes. The large Mad- 
ison Square Garden in New York, which holds 
17,000 people, requires four and a half min- 
utes for emptying. All these are examples of 
more recent buildings. 

The minimum width of an exit and exit- 
door for 500 persons or less should be five 
feet, and for every additional 100 persons 
twenty inches should be added to the width. 

Regarding the arrangement of the exit- 
doors, it is of the greatest importance that 
these should swing outward, for many a dis- 
astrous panic and loss of life has been caused by 
doors which opened the wrong way, and which 
could not be opened during a jam because the 
maddened crowd was pressmg against them in 
their frantic efforts to reach the exits. It is 
not sufficient that doors should open outwards, 
but they should swing entirely out of the way 
in order not to form, when opened, an ob- 
struction in a passageway or staircase. 

All exit-doors should be plainly designated 
as such in large legible letters ; all other doors 
may be either marked " No exit," or should 
have the name of the room into which they 
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open marked, such as " Cloak-room," "Toilet- 
room." 

Doors of exits leading to staircases should 
never open directly upon the stairs, but there 
should always be a wide landing between the 
doors and the stairs to prevent people from 
stumbling. Under no circumstances should 
doors with lock and key be tolerated in a the- 
atre ; exit-doors may be provided with bolts 
placed on the inside and at shoulder height, 
and of such construction as to be easily drawn 
or pushed back. Several so-called panic bolts 
are now obtainable which fulfil the require- 
ments of safety. In the Abbey Theatre of 
New York City the exit-doors are controlled 
by electric openers, which are operated by 
pressing a button, either from the stage or 
from the manager's office. The device is, per- 
haps, not new, for it was proposed in 1882 by 
a clergyman, Don Ravaglia, and tried with 
success at the Allighieri Theatre, in Ravenna, 
Italy. 

Regarding the staircases in a theatre, these 
should be wide and easy ; they should never 
have any winding steps, nor should there be 
single steps. Very long stairs should be broken 
by wide landings. All risers and treads should 
be uniform to prevent stumbling. Stairs 
should be at least four feet six inches wide, 
and if possible they should be made wider than 
the width of the corridors leading to them. 
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A strong and well-fastened hand-rail should be 
provided at both sides of the staircase, and 
very wide stairs should be divided in the mid- 
dle by a centre rail. No obstructions of any 
kind should be permitted in staircases of the- 
atres. Concerning construction, it is desirable, 
though by no means absolutely necessary, that 
the stairs should be fire-proof or incombusti- 
ble. Ill-planned fire-proof stairs may not 
prove to be as safe as well-arranged wooden 
stairs. Iron stairs with slate treads are better 
than stone stairs. Stairs enclosed on both sides 
with brick walls are better and safer than open- 
well stairs. It is quite essential that stairs 
leading to the exits should be smoke-proof. 

All corridors, halls, and passages should be 
planned of ample width to accommodate the 
number of people passing through them. 
They should be not less than three and one- 
half feet wide for 200 persons, and for every 
additional 100 persons six inches in width 
should be added. 

The aisles in the auditorium should be of 
proper width, and sufficient in number, as this 
will assist greatly in the quick emptying of the 
house. The minimum width of aisles should 
be three feet, and it is desirable that the width 
of the aisles should increase toward the exits. 
Aisles should never have steps, but must be 
planned with gradients or inclines.* All pas- 

* For the aisles of the upper tiers this requirement cannot be carried 
out.— W. P. G. 
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sages and aisles should be kept free and un- 
encumbered ; no extra chairs, camp-stools, or 
other temporary obstruction should ever be 
permitted. There should be a sufficient num- 
ber of aisles between the seats, so that persons 
in leaving may quickly reach the aisle. Most 
theatre regulations prescribe that there should 
be not more than twelve seats between aisles. 
The dimensions of the seats should be gener- 
ous, not only for comfort's, but principally for 
safety's, sake. The seats should be from eight- 
een to twenty-one inches wide, and the dis- 
tances between the rows of seats should be 
from twenty-nine to thirty-one inches (gener- 
ous dimensions are twenty inches wide and 
thirty-three inches deep). AH seats should be 
well fastened, for loose chairs might become, 
in times of panic, a dangerous obstruction by 
accidental overturning. The seats should be 
so-called flap-seats, hinged so that they may be 
turned up out of the way, thus affording more 
room between the rows for people passing be- 
tween them. 

The gangways or passages at the rear of the 
auditorium seats and all foyers, vestibules, 
lobbies, colonnades, or terraces reached by the 
playgoers from the aisles should be generous 
in size, and of capacity to hold the entire num- 
ber of persons of each tier. They must be well 
ventilated, and be free from any smoke. Each 
tier must, in addition to the regular exitways, 
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be provided with external iron safety balco- 
nies and iron fire-escapes, leading to the open 
courts in those theatres which have only one 
front on the street. These fire-escapes should 
be conistructed so that they can be well and 
conveniently used by women, children, and 
infirm old persons generally. It is very nec- 
essary that the external fire balconies and 
stairs be covered or roofed over, so that they 
may not become slippery and dangerous in 
freezing weather. It is also important that 
these fire balconies and stairs be kept at all 
times entirely free and unobstructed. 

Given plenty of exits through which a crowd 
may safely escape in case of fire or panic, it is 
necessary that all exits, passages and corridors 
and stairs, including, as I believe, the rear por- 
tion of the auditorium, be lighted by some 
lighting system entirely independent from the 
lighting system of the stage or the main audi- 
torium. Where gas or electric light is used in 
the theatre, it is usually required that the exits 
be lit by vegetable oil lamps, or candles, but 
either of these should be well protected from 
draughts. If gaslights are used, they should 
be supplied from an entirely separate gas ser- 
vice, and the gaslights should be controlled 
by gas keys with detachable keys, in order to 
prevent mischievous persons from tampering 
with the lights, which are so absolutely essen- 
tial to the safe retreat of an audience. 
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' The safety measures named will secure the 
safe escape of the playgoers from a theatre in 
case of a false or real alarm of fire. Equally 
necessary are the means for the safe escape of 
the theatre personnel, comprising the per- 
formers, musicians, dancers, stage-hands, etc. 
In some performances there are sometimes as 
many as three or four hundred people behind 
the curtain, and their safety is of as much im- 
portance as that of the theatre audience. The 
stage-house therefore requires several properly 
arranged and located exits, leading directly to 
outdoors and preferably located on the two 
opposite sides of the stage. There should be 
wide passages around the three sides of the 
stage, divided from it by fire-walls. There 
must also be well-arranged, strongly built 
stairs leading from the dressing-rooms of the 
actors to the exits, and these stairs should in 
every respect be as safe as those for the audi- 
ence ; they must be smoke-proof and kept 
well lighted until the emptying of the stage- 
house. The dressing-rooms should not be lo- 
cated too high above the stage, nor up near 
the rigging-loft, from where escape is more 
difficult. 

For the stage-hands there must be at least 
two fire-proof stairs leading from the flies and 
the rigging-loft down to the stage. 
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2. Measures Tending To Prevent an Out- 
break, AND FOR Quickly Detecting 
AND Signaling a Fire. 

We have seen, in the foregoing remarks, 
how very necessary it is, in case of a fire break- 
ing out in a theatre building during a perform- 
ance, to get the people out of the building as 
quickly as possible, and in such a manner as 
to prevent any panic, jam, or stampede. 

We must now consider briefly some of the 
general measures which will tend to prevent 
an outbreak of fire. These measures comprise 
chiefly four points of consideration ; namely, 
the site and plan of the building, the construc- 
tion and equipment, the managing and watch- 
ing, and finally the theatre inspections. 

Regarding the site for a theatre, a free site 
is, of course, the ideal one. In some Conti- 
nental cities this is insisted upon, but in both 
England and the United States of America a 
free and isolated site is very exceptional. Most 
American theatres have only one street front, 
and until quite recently many such buildings 
were badly hemmed in on the sides so that it 
was almost a matter of impossibility to pro- 
vide a suitable number of safety exits. In re- 
cent theatre buildings located in the middle of 
a city block, a compromise has been eflFected 
by making provision for wide courts on both 
sides of the front. Some of the stage exits and 
the outside fire-stairs lead into these courts. 
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which must have a certain minimum width, de- 
pending upon the number of persons which 
the theatre holds. 

In choosing the site for a theatre, due re- 
gard should always be had to the neighbor- 
hood and the surroundings. A theatre should 
never be located near dangerous trade estab- 
lishments, large factories, etc. Danger of fire 
from without should be guarded as much as 
fire from within. The location of a theatre in 
rear courts, with entrances passing through 
front buildings devoted to other purposes, is 
one that is universally considered out of the 
question. 

The general arrangement of the plan should 
be as clear and symmetrical as possible, as this 
increases the safety. The number of tiers 
should be as small as possible, and never 
more than three tiers above the parquet. The 
subdivisions comprise the parts devoted to 
the public, such as the entrances, stairs, vesti- 
bules, foyers, and the auditorium ; and on the 
other hand, the parts devoted to the players, 
viz., the stage, the dressing-rooms, the man- 
ager's offices, the property-room, the scene- 
dock, the engine and boiler room, etc. It is 
well to eliminate from a theatre building in the 
front part of the house all stores, living apart- 
ments, restaurants provided with kitchens, etc., 
and from the stage part of the building the 
scene-dock, the pamters' and carpenters' shops. 
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the steam boilers, the gas-meter vaults, the 
property and costume rooms, in short all 
rooms for storage of a considerable amount of 
inflammable materials, etc. 

It is not my purpose in this paper to dis- 
cuss theatre construction, except to indicate, in 
a general way, that as the safety of a building 
has a direct bearing upon the safety of the peo- 
ple in the theatre, all walls should be well-built, 
solid fire-walls, and that there should be as 
many subdivisions as practicable, each made 
as fire-resisting as possible, and divided from 
the adjoining division by properly constructed 
fire-walls. Besides, the theatre should have a 
fire-proof roof to guard against danger of a con- 
flagration from the outside. All chimney and 
smoke flues should be built in the very best 
manner possible. 

As explained heretofore, the stage of a thea- 
tre is the chief danger-point, hence particular 
care is necessary to make it as fire-resisting as 
possible. The stage is the place where a vast 
quantity of very inflammable material, such as 
woodwork, canvas, paper, ropes, is concen- 
trated. The scenic decorations are naturally 
subjected to a constant drying-up process by 
the great heat to which they are nightly ex- 
posed. They are always to be considered as 
being in danger of fire from their exposure 
and closeness to open lights, wherever gaslight 
is still used, and they are apt to catch fire very 
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quickly. It is self-evident, therefore, that the 
stage should be made much safer than it is 
found to be in the majority of theatres, by 
eliminating from it combustible material as far 
as practicable. The central part of the stage 
must necessarily remain a wooden construc- 
tion, owing to the requirements of the numer- 
ous stage traps, but the two sides of the stage, 
the so-called wings, the fly-galleries, and finally 
the gridiron and the stage roof can and should 
be constructed of fire-resisting material. More- 
over, all scenic decorations can be rendered 
safer against catching fire by being impregnated 
with chemicals. All woodwork, the scenery, 
and finally the costumes, particularly the light 
gauze costumes worn by the ballet-girls, should 
be rendered non-inflammable by impregnation, 
which in the case of dresses must be repeated 
after each wash. The canvas scenes may be 
covered with fire-proof paints, and indeed one 
may go a step further and substitute for the 
wooden and canvas decorations those of sheet- 
iron held in light iron frames, or else asbestos 
cloth, as urged by modern stage reformers. 
Instead of hemp cords, wire ropes should be 
used, and for the wooden drums and hoisting 
apparatus the more modern hydraulic or the 
electric stage appliances should be installed. 
No scenery accumulation should be permitted 
on or near the stage, and special fire-proof 
scene-docks should be provided for the pur- 
pose beyond the limits of the stage-house. 
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A special point, namely, the lighting of the 
stage and of the decorations, requires some 
mention. We know well that most fires orig- 
inating on the stage are due to defective 
stage-lighting or to open flames, hence the 
stage-lighting should be modified. Such a 
modification — nay, revolution — came about 
with the introduction of the incandescent elec- 
tric light. It is scarcely necessary for me to 
praise its many points of superiority over gas- 
light for the theatre stage, for its advantages 
are now well recognized. Of course, its instal- 
lation does require careful attention to the de- 
tails, but with wiring well insulated, and with 
motors and dynamos located in a special annex, 
nearly all danger is eliminated. That electric 
lighting is not absolutely safe is again demon- 
strated by the entire destruction by fire of the 
Theatre Fran9ais, in Paris, on March 8, 1900. 
The origin of this fire, which fortunately broke 
out one hour before an afternoon performance, 
is generally attributed to a defective electric- 
light wire. One person, an actress who was in 
her dressing-room after rehearsal, became suf- 
focated by the smoke and lost her life in this 
fire. This instance points again to the necessity 
of frequent examinations ofthe electric-light in- 
stallation. In general, it may be said that the 
electric light is not only brilliant, but readily 
brought under control. It does not vitiate the 
air, and above all, it does not create the fierce 
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heat which is due to the numerous gas-flames 
serving to illuminate a scene. Finally, it does 
away with the dangerous lighting-up processes 
of rows of gaslights, and thus eliminates one 
of the dangers inherent to the gas-lighting sys- 
tem. Hence the use of electric light instead 
of gas is rightly considered one of the best 
measures to prevent a fire in a theatre. It is, 
perhaps, unnecessary for me to mention spe- 
cially that the above recommendation of the 
electric light is confined to the incandescent 
light only, for the arc-light must be regarded 
as rather dangerous for use on the stage of a 
theatre. Where, however, electric light is not 
available, and gas must be used, special pains 
should be taken to reduce the accompanying 
danger as much as possible, particularly where 
open flames must be used, which should al- 
ways be well protected. Care should also be 
taken in using the best available means for the 
lighting of rows of gaslights, particularly those 
which illuminate the battens, and likewise 
should care be bestowed upon movable gas-hose 
connections for shifting pieces of the scenery. 
The lighting of the stage and of the main part 
of the auditorium, excluding the gangways at 
the rear of the seats, should be controlled from 
a gas-table on the stage, and the lighting of 
stairs, corridors, lobbies, foyers, should be 
entirely separate and controlled from the foyer 
only. 
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To render a theatre safe, there should be 
but one central heating apparatus. Heating 
by steam is preferable to furnace heating, which 
latter has a tendency to render the inside trim 
very dry. 

Every theatre building should have suffi- 
cient protection against lightning. The pro- 
tection which a proper system of lightning-rods 
affords should not be underrated. Lightning- 
rods may prevent the outbreak of fire, and they 
may likewise serve to avert a serious panic, 
which may follow where a theatre building is 
struck by lightning. In August, 1894, the 
Royal County Theatre at Reading, England, 
was struck by lightning and the resulting fire 
completely destroyed the building, which for- 
tunately was empty at the time. In several 
instances where theatres were struck by light- 
ning during a performance, the panic which 
followed resulted in the deaths of several peo- 
ple. Quite recently, on the night of June 7, 
1899, ^ theatre at Chautauqua Lake, in the 
State of New York, was struck by lightning 
while a play was in progress. " With the crash 
all the lights went out, but the audience was 
prevented from stampeding by the coolness of 
an actor.'* Still more recently, on the night of 
Sept. 5, 1899, Robinson's Theatre in Cincin- 
nati, O., was struck by lightning during a 
heavy rain-storm, and the entire fire depart- 
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ment had to be called out, as the flames im- 
mediately burst forth. 

A further safety measure to prevent an out- 
break of fire consists in the eflScient watching 
of the theatre building, particularly before and 
during a performance. The inspection should 
be directed particularly to the heating and 
lighting apparatus of the theatre. Many fires 
break out within two hours after the close of 
a performance, hence it is an excellent precau- 
tion to have the entire building carefully gone 
over and watched nightly. To insure safety of 
the spectators, however, with which we are 
principally concerned, it is necessary to main- 
tain in a theatre, during the entire perform- 
ance, an efficient fire-watch, composed of well- 
drilled and experienced members of the city 
fire department, and to institute and maintain 
daily inspections before the performances. The 
latest theatre fire at Paris, of the Theatre Fran- 
9ais, brought to light the fact that in Paris 
theatres there is no fire surveillance except dur- 
ing performances. 

Then again, safety is attained by having reg- 
ular periodical inspeC:tions of the building by 
fire experts, architects, engineers, and firemen, 
and also special inspections and actual tests of 
the gas-piping, of the electric appliances, of the 
water and fire-extinguishing appliances; also 
tests of the efficient working of the stage- 
roof ventilators, to which I will refer hereaf- 
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ter, of the fire-alarm apparatus, of the heating 
apparatus, and of the lightning-rod protection. 
Besides these, there should be occasional in- 
spections by the authorities, which should pref- 
erably be unannounced. 

Every theatre should be provided with the 
most improved and modern means for quickly 
detecting, reporting, and signaling an outbreak 
of fire. This includes an automatic fire-tele- 
graph system and telegraphic or telephonic 
communication with the nearest fire-engine 
house, with fire-department headquarters, with 
the city-water reservoir or water-department 
headquarters, and with the station-house of the 
life-saving patrol. 

Finally, many measures tending to prevent 
an outbreak of fire are matters belonging to 
theatre management. Every theatre manager 
should issue rules of order and should see to 
it that they are strenuously enforced. He 
should insist upon, and maintain, strict disci- 
pline and order in all parts of the building ; 
he should maintain regular fire-drills carried 
out by the stage employees and the theatre 
staff. Instruction should be given in the use 
of the fire-extinguishing and life-saving appli- 
ances, and special instructions issued to the 
watchmen in the theatre. 

Gas leaks should be immediately reported ; 
lamps on the stage, if required, should be 
handled with care, and all exposure to draughts 
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avoided ; the use of alcohol-lamps in the dress- 
ing-rooms should be forbidden; safety lan- 
terns or electric candles should be provided 
for use in entering large costume or property 
rooms; extreme caution should be exercised 
in the lighting of foot and batten lights of gas, 
and in the use of matches, candles, oil-lamps, 
firearms, fireworks, representations of conflagra- 
tions in spectacular plays, benzine or turpen- 
tine in workshops or costume-rooms. Smoking 
should be rigidly prohibited in all parts of the 
house, including the actors* dressing-rooms, 
and be permitted only in a special fire-proof 
smoking-room. All accumulation of rubbish, 
straw, oily rags, etc., and combustible material, 
liable to spontaneous combustion, must be 
avoided. No obstructions of the fire appliances 
should be permitted. The manager should 
not only enforce the greatest carefulness of 
persons on or near the stage, but also insist 
upon the constant and nightly use of the fire- 
proof curtain ; he should see personally that 
all exits are constantly used and that they are 
kept efiiciently lighted until all persons have 
left the building. 

3. Measures To Protect the Audience from 
Fire and Smoke. 

We have now discussed two principal safety 
measures; namely, first, the exits and their 
proper arrangement to enable an audience to 
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make their safe escape under all circumstances, 
and secondly, measures tending to prevent an 
outbreak of fire. We must now point out two 
important further measures, which have for 
their object the protection of the audience, in 
case of an actual outbreak of fire, from both 
the fire or the flames and from the smoke and 
fire-gases incidental to every theatre fire. Dr. 
Brouardel has given a very good description 
of what happens when a fire breaks out on the 
stage of a theatre. In the majority of cases the 
fire originates from stage decorations catching 
fire, and owing to the inflammable nature of 
the material usually adopted for them, large 
volumes of thick smoke are at once generated, 
which contain both carbonic acid and carbonic 
oxide. The flames, the fire-gases, and the 
smoke at once jump from the stage into the 
auditorium, particularly into the upper galler- 
ies, and within a very few minutes, incredible 
as it may seem, their deadly work is accom- 
plished, and hundreds of people may be killed, 
partly by the heat and the flames of the con- 
flagration, partly by the deadly gases which 
render respiration impossible after only three 
or four minutes. In many of the theatre-fire 
calamities recorded the deaths were due prin- 
cipally to suflFocation by carbonic oxide, or by 
the inhalation of hot air. As proof of this as- 
sertion Dr. Brouardel cites the fact that the 
dresses of many of the victims were found un- 
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scorched, dead bodies were found with the eye- 
brows and whiskers unsinged, and the bodies 
bore no marks of scalding, nor were they cov- 
ered with blisters. Further proof that death 
was caused by carbonic-oxide poisoning was 
given by the analysis of the blood, which was 
found to contain carbonic oxide. 

To guard against the dangers thus described, 
two important safety measures have been de- 
vised, which can readily be introduced into 
every theatre building, whether old or new. 
One of the measures consists in the use of a 
fire-proof and smoke-proof curtain in the pro- 
scenium opening, to divide the auditorium 
from the stage ; the other consists in provid- 
ing large smoke flues, outlets, or ventilators in 
the roof of the stage. 

The fire-wall dividing the stage-house from 
the auditorium would not constitute a protec- 
tion in case of fire, owing to the large stage- 
opening. This should, therefore, be closed by 
a fire-proof curtain. 

Numerous discussions have been held about 
the best material for such a curtain. In Con- 
tinental cities and also in England preference 
has been given to iron curtains, either of wire, 
or of flat or finally of corrugated iron. Flat 
iron curtains have not, in practice, proven suf- 
ficiently strong to resist the air-pressure from 
the stage in case of fire, and they have some- 
times buckled out in the centre and thus 
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proven inoperative. Wire curtains prevent 
the passing of flames from the stage into the 
auditorium, but permit the passage of the 
deadly smoke, and moreover they give the au- 
dience, already panic-stricken, a full view of 
the fire, and thereby increase the rush to the 
exits and the wild excitement. Corrugated iron 
curtains are by far the best of all iron curtains, 
as they are strong and fire-resisting, and at the 
same time, if properly fastened and guided at 
the sides, they are smoke-proof. They are, of 
course, heavy to handle, and must be well 
counterbalanced. The best iron fire-curtains 
are doubtless those operated by hydraulic ma- 
chinery. The mechanism for the raising and 
lowering of the curtain must be perfect from 
a mechanical point of view ; this mechanism 
should be operated from the level of the stage, 
and preferably also from another accessible 
point. Several cases are on record where iron 
fire-curtains became stuck in the grooves when 
it was intended to lower them. It is stated 
that when the fire broke out which destroyed 
the Theatre Fran9ais in Paris, the iron stage- 
curtain was found not to be in working order. 
Accidents have also happened by the curtain 
falling down on the stage. Flat iron curtains 
have been bent and thrown by the strong air- 

Eressure due to the expansion of the air by the 
eat of the fire into the auditorium. A much 
more practical fire-curtain consists of thick and 
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strong woven asbestos cloth, well guided in 
iron guides at both sides of the proscenium- 
opening. Such curtains are used exclusively in 
modern American theatres, and it is believed 
by experts that they are sufficiently fire-resist- 
ing to keep flames and smoke from the audi- 
ence until all have escaped by the numerous 
exits which are provided in modern play- 
houses. The fire-curtain is kept lowered in 
the theatres until the beginning of the per- 
formance or the rehearsals. 

With proper fire-walls between stage and 
auditorium, and no openings in these above 
the level of the stage, and with a good fire- 
curtain, a fire breaking out on the stage will 
successfully be confined to this point until the 
house has been emptied and all the persons 
saved. 

The other, equally essential, requirement 
consists of large outlet openings for the smoke 
provided in the roof over the stage. These 
openings may be formed of regular vent flues, 
or they may be special forms such as sliding 
skylights, which are quickly opened in time of 
need, or which operate automatically. It is im- 
portant that the ventilators should be of suf- 
ficient area to remove the volumes of smoke 
Generated by the burning of much inflamma- 
le scenery. Some regulations require their 
combined area to be one-tenth of the area of 
the stage. When they consist of flues, their 
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lower end may be closed by a light muslin or 
other substance easily destroyed when the 
flames first reach the stage roof, or they may 
consist of automatic sliding ventilators like 
those of the new theatres of New York City. 
Finally, the flues may be closed by registers 
operated from the stage by ropes or other ap- 
pliances. 

The chief object for which they are intended 
is that there should be created a strong draught 
from the level of the stage floor up to the 
roof, and away from the auditorium. This 
will afford a very good protection to the thea- 
tre audience, certainly until they have had 
time to make their escape in safety. 

Should there be in the ceiling of the audi- 
torium a ventilator, possibly even assisted by 
the upward draught created by the now obso- 
lete central chandelier, it is necessary that 
arrangements should be provided for closing 
the ceiling ventilator to prevent a draught from 
the stage towards the ceiling vent in the audi- 
torium. In Europe, several theatres have ar- 
rangements by means of which it is possible 
to close by one movement this ventilator and 
simultaneously to open the stage ventilators. 
The stage roof being invariably higher than 
that of the auditorium, it is natural that 
the draught towards the stage should be the 
stronger, and that thereby the audience will be 
protected against smoke. 
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The diffusion of smoke from the burning 
scenery into the staircases both of the part of 
the house before the curtain and in the stage- 
house should be efficiently guarded against, 
hence the requirements that corridors, lobbies, 
and staircases for the public as well as for the 
stage people should be smoke-proof. Doors 
should be provided between the auditorium 
and the foyers and corridors, likewise doors 
between the sides of the stage and the dress- 
ing-rooms. 

Inside staircases are bad, as the air in them 
may become full of smoke, whereas outside 
stairs can generally have windows which will 
secure fresh air. Light in the stairs is also of 
importance, and therefore I have mentioned 
elsewhere that it is essential to have a separate 
system of lighting of the exits and corridors 
and stairs ; this will prevent confusion in the 
darkness due to smoke, and often avert dangers 
to the people using the exits. The maintenance 
of the auxiliary lights in the exits is a very 
important safety measure which in itself will 
prevent direful confusion and a crush. These 
lights will also prove of great utility to the 
firemen when entering a burning building, and 
in some cases they may assist them in finding 
and rescuing persons who may have fainted or 
become overcome by the smoke. 

The abolishment of the central gas chande- 
lier in theatres is a great improvement, but the 
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ceiling ventilation in the auditorium cannot so 
easily be dispensed with, as during the times 
when the curtain is lowered there would other- 
wise be no ventilation for the auditorium. It 
is necessary either to arrange the ventilation on 
the so-called " downward " system, or else there 
must be provided a perfectly working appli- 
ance which will permit the ceiling ventilator in 
the auditorium to be closed whenever the cur- 
tain is raised, or at least when fire breaks out 
on the stage. 

Regarding the auxiliary lighting of exits I 
would mention that where these consist of can- 
dles or oil-lamps they require to have lanterns 
encasing the lights, which must be provided 
with fresh-air ducts to keep the lights burning 
in case of smoke. 

4. Means for the Protection of the Stage 
Personnel. 

It is not sufficient that we should protect 
the audience from fire and smoke ; the people 
behind the curtain are deserving of the same 
considerations for their safety. Owing to the 
fact that fires in the majority of cases break 
out on the stage of the theatre, the performers 
and stage-hands would be immediately and 
directly exposed to the flames, the fire-gases, 
and the smoke, unless proper means for their 
protection are provided. 

Hence the dressing-rooms should be com- 
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pletely isolated from the stage-house, as well 
as from the auditorium ; the part of the build- 
ing in which they are located should be iso- 
lated by fire-walls, and by a wide fire-proof cor- 
ridor. There should be wide, well-lighted fire 
and smoke proof staircases for the performers, 
one for each side of the stage. These should 
lead directly to the courts on each side of the 
theatre, or to outdoors where the building 
stands isolated. The dressing-rooms should 
have windows to the outer air, and these should 
never be guarded with iron bars or grilles, which 
would render escape through the windows im- 
possible; additional iron fire-escapes at these 
windows are desirable. It is advisable not to 
put the dressing-rooms of the actors too high 
up above the stage level, as this would neces- 
sitate a long route in case of an alarm. Re- 
garding the size and dimensions of the stage- 
exits and exit-doors, the same rules as for the 
audience should apply, and they should be 
proportioned to the largest number of persons 
which may be on the stage and behind the cur- 
tain generally. 

For those workmen who are employed during 
the performance in the fly-galleries or the rig- 
ging-loft, there must be provided an iron stair- 
case, or preferably two, one on each side of 
the stage. 

The greatest safety for the stage personnel 
is attained, of course, by adopting a better con- 
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' struction of the stage, and doing away with as 
much woodwork and inflammable scenery as 
possible, or at least, where the cost of an iron 
construction cannot be borne, the scenery and 
the woodwork should be rendered uninflam- 
mable by an improved fire-proof treatment by 
chemicals. 

Greater safety is also attained by rendering 
the dresses and costumes non-inflammable by 
impregnation. Space forbids my going into 
the details of the various now available proc- 
esses. 

The stage ventilators and the automatic- 
sprinkler system will also be efficient means of 
protection, the former by removing the smoke, 
the latter by the chance which it oflFers to put 
out a fire among the scenic decorations in its 
incipiency. 

Greatest care should be exercised in the 
planning of the stage and its accessories, and 
the success of a well-organized stage manage- 
ment will depend chiefly upon it. 

In the actors' dressing-rooms attention 
should be paid to numerous small details tend- 
ing to give greater security. Here all wood- 
work should be rigidly excluded, all open gas- 
flames must be well protected, and the smoking 
in dressing-rooms should be absolutely pro- 
hibited. The rules of the theatre management 
should emphasize the need of greatest care on 
the stage with lights, matches, lamps, torches, 
fireworks, and the use of firearms. 
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A properly installed electric-lighting system 
on the stage will form another efficient protec- 
tion of the stage personnel, as already explained 
elsewhere in this paper. 

Finally, it will enhance the safety of the 
stage personnel if the carpenters', painters', 
and tailors' workshops are completely isolated 
from the stage building. 

Panic may break out on the stage as well as 
in the auditorium, hence, besides provisions 
against smoke and fire, means to avert a panic 
should be contrived, or at least, every possi- 
bility should be afforded to the performers and 
stage-hands to make their escape in safety, and 
to avoid a crush or jam with its often fatal 
consequences. 

5. Means for Localizing and Restricting a 
Fire on the Stage. 

If, notwithstanding all possible precautions, 
a fire actually breaks out on the stage, all ef- 
forts should be concentrated toward restricting 
and confining the fire. Good planning and 
sound construction will do more towards ac- 
complishing this desired result than any hu- 
man efforts at fire-fighting. Let the stage 
building be planned and built so as to be com- 
pletely isolated, forming a fire risk in itself, 
and half the battle may be said to be won. 
This is accomplished by the use of fire-walls 
surrounding the stage on all sides ; again, the 
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fire-proof curtain, discussed in a former para- 
graph, will render efficient service in localizing 
the fire. 

The proscenium wall should have as few 
openings communicating with the auditorium 
as possible, and these should be provided with 
fire-proof doors, of oak, lined on both sides 
with tin, and possibly arranged to close auto- 
matically. Again, it should be mentioned that 
the construction of the fire-curtain must be 
such that it will close at the sides and not per- 
mit the smoke or flames to pass through. 

Proper roof-ventilators will assist in remov- 
ing the smoke from the stage ; but in case of 
fire, all doors leading to the stage should be 
instantly closed to avoid a draught. 

Fire-extinguishing appliances, if kept in 
working order, and a well-organized fire-bri- 
gade composed of the stage-hands and stage 
machinists, will prove useful during the first 
outbreak of a fire. This was apparently not the 
case in the recent fire disaster of the Theatre 
Fran9ais. There was not only lack of water, 
but the automatic-sprinkler apparatus was 
found to be out of order. An automatic fire- 
alarm system, regularly tried and maintained 
in good order, will indirectly help in localizing 
the fire by at once giving notice of the out- 
break. Lastly, a good water service and effi- 
cient fire-pressure at the fire-hydrants will be 
the means to confine and restrict a fire. All 
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fire-extinguishing appliances are to be consid- 
ered as chiefly useful during the first few 
moments after the outbreak, for as soon as 
the flames have begun to spread, these devices 
will prove powerless, and the building should 
be turned over to the quickly summoned fire 
department, while all efforts should be con- 
centrated to save human life. 

6. Means for Saving Life. 

In cases where a fire has spread and gained 
much headway, it may happen, notwithstand- 
ing all precautions, that the safe retreat of 
persons in the theatre is cut off by flames or 
smoke. Therefore, it is essential that every 
theatre should be provided with at least some 
means for saving life. 

The outside fire-escapes belong, first of all, 
to these measures for safety. There should be 
provided, besides these, outside iron ladders, 
built into the walls, connecting the various 
roofs, and which may serve not only as means 
of escape for persons in the burning building, 
but which will prove extremely useful to the 
firemen in their work. In this connection men- 
tion should again be made of the necessity of 
omitting any bars or iron gratings at the win- 
dows. 

All large cities, and many of the smaller 
ones, now have in their fire department a reg- 
ularly trained corps of life-savers. They make 
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use of light but strongly built scaling-ladders 
to reach persons at the windows, whose retreat 
by the regular stairs ^nd exits may have been 
cut off. In connection with these scaling-lad- 
ders it is worth while mentioning that, in the 
erection of the building, provision should at 
once be made for window cornices or sills so 
moulded and of such dimensions as to be 
adapted to the scaling-ladders. 

The life-saving corps also make use of life- 
lines, of canvas belts with clutch-hooks, or 
portable rope escapes, and of guns for firing 
the life-lines into windows. They likewise use 
asbestos-cloth chutes or life-saving sacks of 
flexible canvas, which they carry up the ladders, 
fasten securely to windows, and by means of 
which persons in danger are readily rescued. 
Some fire departments use the jumping-net or 
cloth, and while by no means without danger 
to the limbs, a jump from a window into the 
jumping-net may save the lives of many per- 
sons. 

The theatre management should consider 
the advisability of providing some of these 
means of saving life for the building. Exten- 
sion ladders, scaling-ladders, possibly a chute, 
and some smoke-protectors should be kept 
in every theatre ready for use in emergency 
cases. 
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7. Means for Fighting Outbreaks of Fire. 

Notwithstanding the assertion made in the 
first part of this paper, that the safety of the 
persons in a theatre is much more important 
than the safety of the building, it is necessary 
that every theatre should be provided with 
some means for fire extinction, and particularly 
such as are useful in extinguishing fires in 
their incipiency. As such fire-fighting appli- 
ances I would mention, first, the automatic- 
sprinkler system on the stage. This includes 
rows of pipes with sprinkler-heads, placed so 
as to command and protect every square foot 
of the understage, the stage proper, the fly- 
galleries, the rigging-loft, the engine and boiler 
room, the dressing-rooms of the performers, 
etc. They should be supplied from one or 
several roof-tanks of generous capacity, or 
from pressure-tanks in the basement, and these 
tanks should not be used for any other pur- 
pose, and must be kept constantly filled so as 
to be in readiness when wanted. The tanks 
are usually supplied from a large fire-pump in 
the engine-room. In addition, outside fire-de- 
partment connections for the sprinkler system 
must be provided. The same fire-pump should 
be connected with the fire stand-pipes, of which 
there should be in every theatre at least four 
lines ; viz., one on each side of the stage and 
of the auditorium. Larger theatres and opera 
houses require a greater number of stand-pipes. 
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There should be fire-valves on the stand-pipes 
at each of the floors, and each valve should 
liave fire-hose of suitable quality, and of sufli- 
<:ient length, connected with it, and kept ready 
:tfor immediate use. 

Besides this, there should be a large num- 
T)er of fire-pails, for these are even more use- 
ful than the fire-hydrants to put fires out when 
just started, also small hand extinguishers, 
chemical extinguishers, and large casks of 
water to refill the fire-pails. 

There should be on the stage, in the fly-gal- 
leries and in the rigging-loft, a full complement 
of fire axes, picks, pole-hooks, brackets, saws, 
hatchets, crowbars, safety lanterns, torches, or 
electric candles, and an assortment of portable 
ladders, also some wet blankets. 

There should be, in the stage-house, a gen- 
eral fire-alarm, operating automatically ; and 
the theatre should be in telegraphic and tele- 
phonic communication with the nearest engine- 
house, with the police station, with the fire 
headquarters, each of these to have a separate 
and direct wire connection with the theatre. 

It has already been said that every theatre 
should have a fire-brigade composed of its 
stage-hands and men of the manager's staff; 
furthermore, during the performances there 
should be a special fire watch, composed of 
experienced and trained firemen of the regular 
fire department. 
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The management should order frequent in- 
spections of all fire-extinguishing appliances ; 
it should issue special rules regarding the non- 
use and the frequent filling of the fire-pails ; 
it should provide an electric-float indicator 
from the roof-tanks, indicating in the engine- 
room and also in the manager's room how 
much water the tanks contain and when they 
are empty. 

8. Means To Guard Against Panic 

All the measures discussed so far have in 
view the contingency of an occurrence of fire 
and the prevention of fire outbreaks. It has 
been explained, however, that one of the 
gravest dangers to be feared is the occurrence 
of a panic among the audience, caused by an 
alarm of fire. The alarm of fire may be real, or 
else, as frequently happens, it may be only a 
false alarm ; in either case a dangerous stam- 
pede, jam, and crush may result. Moreover, it 
must not be overlooked that there are many 
causes or disturbances other than fire which may 
precipitate a panic. This something causing a 
panic may happen in the best-planned, best- 
equipped, and most safely constructed theatre 
just as well as in the most wretched and in- 
flammable structure. It is of the greatest im- 
portance that everything which may tend to 
cause a panic should be avoided, as the result 
would usually prove as dangerous or fatal to 
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the theatre public and the artists as an actual 
outbreak of fire. The best system of fire-re- 
sisting construction, the best system of watch- 
ing by trained firemen, the most careful inspec- 
tion by experts and specialists, cannot prevent 
the outbreak of a panic, when there is only 
apparent, but no actual, danger. 

It is well to study the possible causes of a 
panic not less than the causes of fires, for some 
of them at least may be avoided. Panics in 
theatres may originate either from imagined 
or suspected dangers — caused by malicious 
alarms, by misunderstandings, by fright, or by 
some cause trivial in itself — or else they arise 
from actually present and often visible dangers, 
fire, stroke of lightning, etc. The danger is 
aggravated by the fact now well known to many 
theatre visitors that it requires but very few 
minutes in a burning building for the smoke 
and fire-gases to suffocate people. This ex- 
plains the terror, the wild fright, the haste and 
confusion, the loss of both courage and pres- 
ence of mind, the dangerous stampedes, the 
mad struggles at the exit-doors, the trampling 
to death, and the jam following a panic. In 
such dire moments the instinct of self-pres- 
ervation often drives people even to kill one 
another. Many of the older theatres have in- 
sufficient stairs, exits, and passages, and the 
result is that feeble or frightened persons may, 
in case of a sudden rush, stumble or fall when 
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pushed, and cause those who follow them to fall 
over them. 

To say that there are no measures which will 
effectively prevent a panic is not correct. In 
my judgment, much can be done to prevent 
dangerous panics by giving the audience a feel- 
ing of security, and this they are bound to get, 
at least in some measure, when they know that 
the theatre is well planned and that there are 
at all times available plenty of wide, free, and 
unobstructed exits and fire-stairs, enabling the 
entire emptying of the theatre in less than four 
minutes ; when they know and see that over- 
crowding and obstruction in the aisles are not 
tolerated, that the management does not sell a 
larger number of tickets of admittance than the 
theatre license permits, that no standing-room 
or camp-chairs in the aisles are permitted; 
when they are kept informed of the systematic 
and periodic inspections, and are told that 
there are nightly fire watches, particularly 
when dangerous spectacular plays are given; 
that the attendants are instructed in their du- 
ties in case of fire, and that there are frequent 
fire-drills. This feeling of comparative secu- 
rity is also fostered by the knowledge that 
there is a fire-proof proscenium curtain in 
actual use, that the stage roof is provided with 
ventilating skylights or smoke-flues, that there 
are well-built fire-walls separating the audito- 
rium from the stage, and that the electric in- 
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candescent light is used to light up the scenic 
decorations. 

The best preventive of a panic is doubtless 
the knowledge that there are more than ample 
facilities for direct and quick egress from all 

{)arts of the house. Therefore, for panic not 
ess than for fire, the theatre exits and the clear 
planning are the two all-important require- 
ments which must be fulfilled irrespective of 
all other safety measures. 

Other measures which the management may 
institute and which will surely be helpful are 
the printing of the exits on the theatre pro- 
grammes, the hanging up of clearly printed dia- 
grams showing the plan of the building and the 
nearest exits, in the foyers and vestibules, the 
lettering of all exit-doors in large, easily read 
letters, the nightly use of all exits, the main- 
tenance of plenty of light in the exit-passages, 
stairs, and courts, and instructions to theatre 
ushers about directing the audience to the 
nearest exits. Inasmuch as a sudden and un- 
announced darkening of the auditorium may 
scare nervous people and thus may precipitate 
a panic, it should not be practised except it is 
prominently announced either in the theatre 
programme or from the stage. 

A safety measure which has been mentioned 
under a former heading, and which is also im- 
portant to prevent panic, is to provide every 
theatre with lightning-rod protection. 
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Conclusion. 

Summing up what has been said in the pre- 
ceding pages, the following are the principal 
measures in the interest of safety of the per- 
sons in a theatre building, which should be 
carried out, irrespective of whether the theatre 
is a new or an old building : — 

1. Free or isolated site. 

2. Open courts on the sides of buildings 
located in a block. 

3. Clear planning. 

4. Plenty of wide, unobstructed exits, doors 
opening out, separate lighting of stairs, pas- 
sages, and exits. 

5. Fire-walls between auditorium and stage, 
and between stage and dressing-rooms. 

6. Fire-proof curtain. 

7. Stage smoke-flues or ventilators. 

8. Electric incandescent light in place of 
gaslight. 

9. Impregnation of all woodwork, scenery, 
decoration, and gauze dresses. 

10. Fire watch and inspections. 

11. Lightning-rod protection. 

12. Automatic-sprinkler system. 

13. Maintenance of fire-extinguishing appa- 
ratus for instant use in emergencies. 

14. Means for instantly signaling out- 
breaks of fire. 

15. Rules of management; control of the- 
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atres by municipality or building depart- 
ment. 

16. Fire-resisting construction. 

A careful review of the numerous proposi- 
tions made to secure the safety of theatre 
audiences and the stage personnel shows a 
tendency to lay altogether too much stress 
upon fire-proof construction. To Mr. Sachs, 
I believe, belongs the credit of having pointed 
out very clearly and conclusively that the rel- 
ative order of importance should be somewhat 
changed, viz., good planning should come first, 
next eflicient and constant watching, then 
careful and frequent inspections, and lastly 
fire-resisting construction. After all that I 
have said it is not necessary for me to explain 
why fire-resisting construction is the least im- 
portant of the four items, when we have in 
view the safety of the persons in the theatre. 

Wherever theatre regulations are enacted, 
the compliance with them should not be left 
to the voluntary choice of theatre owners or 
managers, but should be made compulsory. 
The Municipal Building Department of every 
city should have the fullest possible power to 
examine the plans for all contemplated theatres, 
and also the plans of alterations intended to 
be made in existing theatres. These should 
either be altered to meet the requirements such 
as are outlined in these pages, or else they 
should be closed by the authorities. 
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It has been well said that "the problem of 
building a safe theatre is one where a combi- 
nation of architectural and engineering talent 
is required. Each specialist, to solve his 
special problems, must take the technical re- 
sources of our age into account, and bring 
them to bear on the question." 

No other class of buildings bears so much 
evidence of the modern tendency to specializa- 
tion. For the successful planning and design- 
ing of a modern theatre building the architect 
should have associated with him a number of 
specialists or experts. The architect himself 
prepares the plan of the building and the de- 
sign. He should have the general superintend- 
ence of the entire work, and should consult 
with and direct the other experts, so that a 
harmonious working together, so necessary to 
avoid clashes or mistakes, will result. The 
architect should also have charge of the inte- 
rior arrangements and equipment, and he 
should plan in particular the decorative 
schemes of the auditorium, the ceiling, the 
proscenium-boxes, the foyers and vestibules, 
the entrances and fa9ades ; the seating-arrange- 
ments, the lighting, the sight lines, the acous- 
tics, etc. 

The services of the constructing engineer 
are required in difficult foundations, in the 
iron construction, the roof construction, and 
for the design and details of the iron fire- 
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curtain (where this is used). A heating and 
ventilating engineer should design and super- 
intend the heating system, the steam-boiler 
and the power plant, and the engines for run- 
ning the exhaust-fans or blowers for the ven- 
tilation of the theatre. A hydraulic engineer 
will have charge of the water-supply system for 
house use as well as for fire protection ; he will 
lay out the automatic-sprinkler system, pro- 
vide the fire-pump, the fire-hydrants, and fire- 
valves, and possibly the hydraulic presses for 
the stage machinery. A sanitary expert will 
design and carry out the entire drainage sys- 
tem of the building and the plumbing arrange- 
ments ; he should lay out the arrangement of 
the public and other toilet-rooms, and in gen- 
eral look after the ventilation and sanitation 
in the theatre. A gas expert will specify and 
plan the gas service and lighting system, the 
details of the stage gas-table, and provide the 
gaslight fixtures. An electrical expert will 
have under him the entire electric plant, the 
dynamos, switches, wiring and lighting system, 
the fixtures, and possibly the electric stage 
machinery. A chemist, finally, will provide 
and advise on the fire-proof treatment of the 
woodwork on the stage, on the chemical im- 
pregnation of the canvas decorations and scen- 
ery, the draperies, stage furniture, and of the 
costumes. 

The higher conception of the function of 
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the stage is that it should be educational in 
character, that it should form a moral and in- 
tellectual recreation for the people. A theatre 
ought to be a place where one goes to find 
motives for ideal thinking and where one's 
thoughts are elevated above the realm of the 
commonplace every-day happenings. A great 
deal of real enjoyment may be derived from a 
good theatre performance, for many matters 
combine to make a play at once attractive and 
educating, such as the music and the sound 
and modulation of the human voice heard in 
declamation or in song; the idealized stage 
figures clad in picturesque or historically cor- 
rect costumes ; the ever-varying stage-settings, 
which attract and please the eye; the rich 
blending of the colors ; the brilliant illumina- 
tion of the stage sceneries ; all forming a rare 
combination of attractions in the field of the 
fine arts, — painting, sculpture, architecture, 
poetry, music, and rhythmic motion. 

But, in order to derive real enjoyment and 
pleasure from a stage performance, certain re- 
quirements for the audience must necessarily 
be fulfilled. Of these, the most important one, 
beside which all others dwindle into compara- 
tive insignificance, is that the audience must 
feel safe and secure beyond all doubt from the 
dangers of fire, smoke, and panic, and that the 
players must be made equally safe. 



II. 

COMFORT AND SANITATION. 



BUILDINGS for the representation of 
theatrical plays, when made safe against 
danger from fire and panic, must fulfil two 
other essential conditions ; viz., they must be 
rendered comfortable as well a,s healthful. 

Under the requirements of comfort are in- 
cluded the conditions that all spectators are 
well and conveniently seated, without being 
crowded, also that every seat in each division 
of the auditorium oflfersagood sight, and that 
the acoustics in all parts of the house are per- 
fect. The other requirement, of healthfulnesSy 
embraces the following conditions : plenty of 
pure air, freedom from draughts, moderate 
warming in winter, suitable cooling in summer ; 
freedom at all times from dust, bad odors, and 
disease-germs. In addition to the foregoing 
requirements relating to the theatre audience, 
due regard should be paid to the comfort, 
healthfulness, and safety of the performers, the 
stage-hands, and mechanics, who, as a rule, are 
required to spend more hours in the stage part 
of the building than the playgoers, who are 
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seated in the auditorium only during a per- 
formance. In the following pages the chief 
sanitary improvements required for theatre 
buildings will be briefly discussed. 

Unsanitary Condition of Theatres. 

It is no exaggeration to state that in the 
majority of theatre buildings disgraceful un- 
sanitary conditions prevail. This is especially 
true of the older existing buildings, in which 
sanitation in general, and ventilation in par- 
ticular, are sadly neglected. The air of many 
theatres during a performance becomes over- 
heated and stuflfy, pre-eminently so in those 
theatres where illumination is still eflfected by 
means of gas-lights. At the end of a long per- 
formance the air is often almost unbearably 
foul, causing headache, slight nausea, or 
dizziness. 

In ill-ventilated theatres a chilly air often 
blows into the auditorium from the stage when 
the curtain is raised. This air movement is 
the cause of colds to many persons in the au- 
dience, and it is otherwise objectionable, for it 
carries with it noxious odors from the stage or 
understage, and in gas-lighted theatres the air 
is laden with products of combustion from the 
footlights and other means of stage illumina- 
tion. 

In many such buildings an attempt at ven- 
tilation is made, by utilizing the heat due to 
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the numerous flames of the central chandelier 
over the auditorium to create an ascending 
draft and thereby cause a removal of the con- 
taminated air; but seldom is provision made 
for the introduction of fresh air from out- 
doors, hence the scheme of ventilation always 
results in failure. In other theatre buildings 
some openings for introduction of pure air are 
provided under the seats or in the floor, but 
these are often found stuflfed up with paper, 
because the audience suflfered from draughts. 
The fear of draughts in a theatre also leads to 
the closing of the few possibly available out- 
side windows, and for this, as well as other 
reasons, the doors leading to the exit corridors 
are invariably kept shut. The plan of a thea- 
tre building renders it impossible, in all but 
rare instances, to provide outside windows, and 
therefore " air flushing " during the day cannot 
be practised. In the case of the older theatres, 
which are located in the midst or rear of other 
buildings, the nature of the site precludes a 
good and efficient arrangement of the main in- 
takes or ducts for the fresh air which is to be 
supplied to the auditorium. 

But lack of ventilation is not the only san- 
itary defect of theatre buildings. We find in 
such buildings quite a number of other sources 
of air pollution. In the parts devoted to the 
audience there are carpeted floors, which be- 
come saturated with dirt and dust carried in by 
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the playgoers, to which are often added the 
expectorations of careless or untidy persons, 
which in a mixed theatre audience are ever 
present. The dust likewise adheres to the fur- 
niture, to the plush seats, the hangings and 
decorations, and intermingled with this dust 
are numerous minute floating organisms and 
doubtless some germs of disease. 

Then again, we find behind the curtain other 
sources of air contamination, a general lack of 
cleanliness and disgraceful conditions, such as 
untidy actors' toilet-rooms, ill-drained cellars, 
defective sewerage, leaky drains, foul water- 
closets, overcrowded and poorly located dress- 
ing-rooms, into which no fresh air ever enters. 
The stage floor is often covered with dust, 
which is stirred up by the frequent scene-shift- 
ing or by the dancing of performers, and much 
of which is absorbed and retained by the canvas 
scenery. 

Under such conditions the state of health 
of both theatregoers and performers is bound 
to suffer. Many persons can testify from per- 
sonal experience to the ill-effects incurred by 
spending a few hours in a crowded and unven- 
tilated theatre. Yet the very fact that the stay 
in such buildings is a brief one seems to ren- 
der most people indifferent, and complaints 
are seldom uttered. It really rests with the 
theatregoing public to enforce the much- 
needed improvements. As long as they will 
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flock to a theatre on account of some attractive 
play or " star actor/' disregarding entirely the 
unsanitary condition of the building, so long 
will the present notoriously bad conditions 
remain. When the public does not call for 
reforms, theatre managers and owners of play- 
houses will not, as a rule, trouble themselves 
about the matter. What we need, what we have 
a right to demand, is theatre buildings which 
have less outward and inside gorgeousness, but 
in which the paramount subjects of comfort, 
safety, and health are diligently studied and 
generously provided for. Let the general 
public but once show a determined preference 
for sanitary conditions and surroundings in 
theatres and abandon visits to ill-kept theatres 
and I venture to predict that the necessary re- 
forms in sanitation will soon be introduced, at 
least in the better class of playhouses. In the 
cheaper theatres, the concert and amusement 
halls, the houses with " continuous " shows, 
the variety theatres, sanitation is perhaps even 
more urgently required, and may be readily 
enforced by a few visits and peremptory orders 
from the Health Board. 

When, in 1898, the writer, in a paper on 
" Theatre Sanitation " presented at the annual 
meeting of the American Public Health Asso- 
ciation, stated that "chemical analyses show 
the air in the dress circle and gallery of many 
a theatre to be in the evening more foul than 
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the air of street sewers," the statement was 
received by some of his critics with incredulity. 
Yet the fact is true of many theatres. In chem- 
ical analyses of air the amount of carbonic acid 
is usually taken as an indication of the exist- 
ing contamination, and it is assumed that the 
organic vapors are in direct proportion to the 
amount of carbonic acid, not including in the 
latter the CO a due to the products of illumina- 
tion. We know that normal outdoor air con- 
tains from 0.03 to 0.04 parts of COaper 100 
parts of air, or from 3 to 4 parts per 10,000. 

From a report by Dr. H. Endemann, Ph.D., 
on the " Chemical Examination of the Air of 
Various Public Buildings," contained in the 
Third Annual Report of the Board of Health 
of the City of New York, dated April 30, 
1873, the following notes are taken relative to 
the air contamination in some of the New 
York theatres at a time when electric lighting 
had not yet been introduced : — 

In examining the air of theatres and public halls, it is 
to be taken into consideration that in these cases we have 
two source^ for the carbonic acid in the air, the one being 
respiration, the other the combustion of illuminating-gas. 
The latter item, on examination, proves to be of immense 
importance. 

In some special cases the proportion was approximately 
determined with the aid of the theatre statistics, giving the 
number of persons present in the theatre on the particular 
evening when the examination was made, and the amount 
of gas consumed per hour. It was thus ascertained that, in 
one theatre with slim attendance, the proportion of carbonic 
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acid formed by respiration to that formed by combustion of 
gas was one to seven. 

In another theatre, with a full house, the proportion 
was found to be one to four and one-half, and even in the 
most crowded and poorest illuminated theatres the propor- 
tion would not become less than one to two, so that even 
under the least favorable circumstances but one-third of all 
the carbonic acid found could be due to respiration. Taking 
it for granted that the dangerous properties of a vitiated at- 
mosphere grow more in proportion to the organic vapor 
present than with the carbonic acid alone, the importance 
of this consideration becomes at once evident. 

The following tabulated statement gives the results ob- 
tained: — 







THBATRB OR 


PART OF 




NO. IN 


DATB. 


TIME. 


HAU.. 


HOUSE. 


CO,.* i 


iUDIBNCB. 


March 27, 


9.00 P.M. 


Tony Pastor, 


Gallery, 


37.1 


f.h.t 


tt 


930 


i( 


Parterre, 


28.8 


it 


tt 


9.50 


Atlantic Garden, 


ti 


18.75 


U 


March 29, 


8.4s P.M. 


Stadt Theatre, 


GaUery, 


X9.1 


s. a. 


<( 


8.53 


a 


Parterre, 


27.7 


(( 


i( 


9.00 


Bowery Theatre, 


Gallery, 


36.5 


c. h. 


it 


9.05 


« 


Parterre, 


23.2 


« 


March 31, 


9.35 P.M. 


Union Sq. Theatre, 


Gallery, 


28.9 


m. f. 


it 


9.00 


Cooper Institute, 
(large hall) 




27.0 


it 


it 


9.20 


Germania Theatre, 


(i 


26.0 


f. h. 


April 4, 


8.30 P.M. 


NibIo*8 Garden, 


Balcony, 


33-9 


f. h. 


i( 


9.15 


Wallack*8 Theatre, 


Gallery, 


36.5 


it 


April 9, 


9.IS P.M. 


Booth*8 Theatre, 


Balcony, 


10.6 


m. f. 


*€ 


8.X5 


Olympic Theatre, 


« 


20.0 


f. h. 


ii 


8.45 


Fifth Ave. Theatre, 


.GsJlery, 


40.6 


« 


• i 


8.45 


« 


Parterre, 


X4.2 


n 


April XX, 


8.30 P.M. 


Athenaeum, 


Parterre, 


X3.0 


f. h. 


a 


9.00 


Bryant*8 Theatre, 


(( 


17.0 


it 


n 


9.IS 


Grand Opera House 


', " 


11.8 


s. a. 


a 


9.25 


a 


Balcony, 


23.7 


ft 



* In 10,000 parts of air. 

t Explanation of abbreviations: f. h., full house; s. a., slim attendance; 
c. h., crowded house; m. f., moderately fiiU. 
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The provisions made for heating and ventilating these 
places are about the same in all cases. Registers in the par- 
quet supply the fresh warm air, which, ascending, escapes 
by a large circular opening in the centre of the ceiling, 
where, for the purpose of creating a stronger current, a large 
candelabrum is placed. 

There are, however, besides the register air, other cur- 
rents of fresh air perceptible, especially if the outflow of 
waste air is larger than the supply obtainable from the reg- 
ister. One of these currents comes from the stage; another 
may, in many theatres, be noticed in the upper gallery, es- 
pecially if windows are opened to enhance ventilation. 
This latter is a downward current, and is in many cases 
so effective that the air in the gallery may even be better 
than the air in the parterre. 

The high temperature obtained by the combustion of the 
illuminating-gas at once excludes the idea of the reversion 
of the natural current, by extracting the waste air from 
below. 

To meet the tendency of the warm register air to at once 
leave the building on the shortest way, without mixing with 
the vitiated air of the building, to any extent, a provision 
is made in two of our New York theatres which deserves 
imitation. These two theatres are the Union Square and 
Booth' s Theatre. A * * fan, ' ' driven by a steam-engine, forces 
the air into a ** chamber" beneath the floor of the par- 
quet, whence it is discharged through numerous holes in 
the risers of the platforms on which the chairs rest. By 
thus subdividing the fresh register air, before discharging 
it into the interior of the building, diffusion is made more 
perfect. 

The results of the examination of air, as given above, 
show at once the beneficial effect of this arrangement. 

A few chemical analyses of the air in Eng- 
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3ish theatres,* quoted below, suffice to prove 
3iow large the contamination sometimes is : — 

Strand Theatre, 10.00 p.m.. Gallery, .loif 

Surrey Theatre, " Boxes, .111 

«* 12.00 ** .218 

Olympia Theatre, 11.30 ** .082 

" II. SS " -loi 

Victoria Theatre, 10.00 ** .126 

Haymarket Theatre, 11.30 Dress Circle, .076 

City of London Theatre, 11 . 1 5 Pit, .252 

Standard Theatre, 1 1 . 00 " .320 

Theatre Royal, Manchester, ** .273 

Grand Theatre, Leeds, ** .150 

" ** Upper Circle, .143 

** ** Balcony, .142 

Prince's Theatre, Manchester, . 1 10-. 170 

Compare with these figures the following 
analyses of the air of sewers. Dr. Russell, of 
Glasgow, found the air of a well-ventilated and 
well-flushed sewer to contain 0.051 vols, of 
CO3. The late Prof. W. Ripley Nichols, of 
the Massachusetts Institute of Technology, 
conducted many careful experiments on the 
amount of carbonic acid in the Boston sewers, 
and found the following averages ; viz., 0.087, 
0.082, 0.1 1 5, 0.107, 0.08, or much less than 
the above analyses of theatre air showed. He 
states: "It appears from these examinations 
that the air, even in a tide-locked sewer, does 

* These analyses were made by Drs. Smith, Bemays, and de Chaumont. 
t Parts of CO2 per too. 
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not differ from the standard as much as many, 
no doubt, suppose." 

The few examples selected show conclusively 
the need of ample ventilation for theatres. 
The fact that a large part of the carbonic acid 
found in the air or theatres towards the end of 
the performance is due to the products of com- 
bustion of gaslights does not alter the case, 
for the necessity of a plentiful supply of fresh 
air to large audience-halls exists, possibly just 
because of it. 

A comparison of the number of bacteria 
found in a cubic foot of air inside of a theatre 
and in the air of a street sewer would form a 
more convincing statement. I have been un- 
able to find any such records of bacteriological 
tests made in theatres. But, according to Lon- 
don Engineering, Professors Carnelley and 
Haldane, of University College, Dundee, who 
carried out bacteriological investigations on 
the air of schoolhouses and that of sewers, 
state that they found the number of micro- 
organisms in sewer air less than in outside air. 
" The air of sewers was better than the air of 
naturally ventilated schools, while even me- 
chanically ventilated schools were more pol- 
luted with organic matter. The sewer air 
contained a much smaller number of micro- 
organisms than the air of houses. . . . The 
micro-organisms in sewer air come entirely, or 
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nearly so, from outside, and are not derived, 
or only so in relatively small numbers, from 
the sewer itself. The average number of micro- 
organisms in sewer air was less than in outside 
air; namely, as 8.9 to 15.9." 

In a similar way, an examination of the air in 
the sewers under the Houses of Parliament, 
London, showed that the number of micro- 
organisms was considerably less than that in 
the outside air. 

While, therefore, tl^e air of sewers is, con- 
trary to expectation, remarkably free from 
germs, the mdoor air of crowded assembly- 
halls, laden with floating dust, is particularly 
rich in living micro-organisms derived from 
walls, furniture, floors, and floor-coverings. 
This has been proven by Tyndall, Miquel, 
Frankland, and other scientists. 

In recent years marked improvements in 
theatre planning and equipment have been 
effected, and corresponding steps in advance 
have been made in matters relating to theatre 
hygiene. It should, therefore, be understood 
that my remarks are intended to apply to the 
average theatre, and in particular to the older 
buildings of this class. There are, in the large 
cities, a few well-ventilated and hygienically 
improved theatres and opera-houses, in which 
all requirements of sanitation are observed. 
Later on, when speaking more in detail of 
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theatre ventilation, instances of well- ventilated 
theatres will be mentioned. These, neverthe- 
less, are exceptional, and the need of urgent 
and radical measures for comfort and health in 
the majority of theatres is obvious. Much is 
being done in our enlightened age to improve 
the sanitary condition of school buildings, jails 
and prisons, hospitals, and dwelling-houses. 
Why, I ask, should not our theatres receive 
some consideration ? 

Ventilation of Theatre Buildings. 

The efficient ventilation of a theatre build- 
ing is conceded to be an unusually difficult 
problem. Some of the reasons for the difficul- 
ties are the following : first of all, the audito- 
rium of a fair-sized theatre, and much more so 
that of a large opera-house, holds a vast num- 
ber of people, for whom a sufficient volume of 
pure air must be provided. In winter-time 
this air must be tempered or warmed, and it is 
next to impossible to meet the different views 
as to the proper temperature. Some persons 
feel the slightest movement of air as a draught ; 
others again object to the heat and complain 
of a feeling of suffocation. Another serious 
difficulty arises from the fact that a theatre 
building comprises several equally important, 
but essentially different, parts, such as the 
audience-hall, the stage, the foyers, corridors, 
and stairs, and these parts are at times brought 
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together, as for instance when the curtain rises, 
or when a part of the spectators go out during 
the intervals between acts. The stage is some- 
times crowded with hundreds of performers 
and at other times it is nearly empty ; there 
may be sudden changes in the temperature of 
the external air, or the barometric and hygro- 
metric conditions, the direction and force of 
the wind, may change. It is difficult always to 
be prepared for such contingencies. A further 
embarrassment lies in the fact that the ventila- 
tion, whatever the system may be, must not 
interfere with the acoustics of the auditorium. 
Until the recent introduction of the incandes- 
cent electric light much difficulty was also due 
to the great number of lights, to the row of 
footlights, to the large chandelier. 

The principal sources of air contamination 
in a theatre are the carbonic acid eliminated 
in the process of breathing by thousands of 
spectators ; the organic vapors, moisture, and 
odors thrown off by respiration and perspira- 
tion of the same persons, many of whom doubt- 
less have not in their homes proper facilities 
for thorough ablutions ; the odors due to damp 
or unclean clothing and underclothing; the 
products of gas-illumination; the smells aris- 
ing from neighboring stables or restaurant 
kitchens ; the sewer emanations due to defect- 
ive soil or waste pipes, to untrapped or disused 
floor-drains, and to ill-flushed and ill-kept 
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water-closets and urinals ; the noxious fumes 
and smoke due to colored fires, gunshots, etc., 
on the stage ; lastly, the dust and dirt floating 
in the air, or brought in from outside by the 
boots and skirts of men and women, which at- 
taches itself readily to carpets, hangings, and 
upholstery. 

To this variously polluted air is due the 
often apparent drowsiness of audiences, the 
throat troubles and general bad state of health 
of actors and singers, and the headache which 
many persons experience on the morning fol- 
lowing a visit to a theatre. But, cannot all 
this be remedied, so as to render playgoing a 
real pleasure to the public ? 

In order to ventilate a theatre properly, the 
causes of noxious odors arising from bad 
plumbing or defective drainage should be re- 
moved ; outside fumes or vapors must not be 
permitted to enter the building either through 
doors or windows, or through the fresh-air 
duct of the heating-apparatus. The substitu- 
tion of electric lights in place of gas is a great 
help towards securing pure air. All this being 
accomplished, a standard of purity of the air 
should be maintained by proper ventilation. 
The popular notion of a well-ventilated thea- 
tre is that in warm weather the hall is kept 
cool, and in cold weather moderately warm, 
without any regard as to whether the same 
air is breathed over and over. Ventilation in- 
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eludes both the removal of the vitiated air 
and the introduction of pure air from out- 
doors, and the consequent entire change of the 
air of a hall three or four times per hour. The 
fresh air brought into the building must be 
ample in volume ; it should be free from con- 
tamination, dust, and germs (particularly path- 
ogenic microbes), and with this in view it must 
be first purified in cities by filtering, spraying, 
or washing. It should be warmed in cold 
weather by passing over hot-water or steam- 
pipe stacks, and cooled in warm weather by 
means of ice or the brine of mechanical refrig- 
erating-machines. The air should be of a 
proper degree of humidity, and what is most 
important of all, it should be admitted into 
the various parts of the theatre imperceptibly, 
so as not to cause the sensation of draught ; in 
other words, its velocity at the inlets must 
be very low. The fresh air should enter the 
audience-hall at numerous points, so well and 
evenly distributed that the air will be equally 
diffused throughout the entire horizontal cross- 
section of the hall. The air indoors should 
have as nearly as possible the composition of 
air outdoors, an increase of the CO 3 from 0.3 
to 0.6 being the permissible limit. The viti- 
ated air should be continuously removed by 
mechanical means, taking care, however, not 
to remove a larger volume of air than is 
introduced from outdoors. The conditions 
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enumerated, while not unattainable in practice, 
constitute the chief reason why the problem 
of theatre ventilation is beset with difficulties. 
Regarding the amount of fresh outdoor air 
to be supplied to keep the inside atmosphere 
at anything like standard purity, authorities 
diffisr somewhat, the theoretical amount being 
three thousand cubic feet per person per hour 
(fifty cubic feet per minute). This amount is 
required in the section on theatres of the Bos- 
ton Building Law. In Austria, the law calls 
for 1,050 cubic feet per hour per person, and 
stipulates that there should be an interval of 
!2>^ hours between matinee and evening per- 
formances, so that the air may be thoroughly 
changed in the meanwhile. The regulations of 
the Prussian Minister of Public Works call 
for seven hundred cubic feet of air per person 
per hour. Professor von Pettenkofer suggests 
an air-supply from 1,410 to 1,675 cubic feet 
per hour (twenty-three to twenty-eight cubic 
feet per minute), while General Arthur Morin 
calls for twelve hundred to fifteen hundred 
cubic feet per hour, and Dr. John S. Billings, 
an American authority on heating and ventila- 
tion, requires thirty cubic feet per minute, or 
eighteen hundred cubic feet per hour. In the 
Vienna Opera House, which is described as 
one of the best-ventilated theatres in the 
world, the air-supply is fifteen cubic feet per 
person per minute. The Madison Square 
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Theatre in New York is stated to have an air- 
supply of twenty-five cubic feet per person. 
In a moderately large theatre seating twelve 
hundred persons, the total hourly quantity of 
air to be supplied would according to above 
requirements amount to from 1,440,000 to 
2,160,000 cubic feet. It is not an easy matter 
to arrange the fresh-air conduits of a size 
sufficient to furnish this volume of air ; it is 
obviously costly to warm such a large quantity 
of air, and it is a still more difficult problem 
to introduce it without creating objectionable 
currents, and finally, inasmuch as this air can- 
not enter the auditorium unless a like amount 
of vitiated air is removed, the problem must 
include the provision of artificial means for 
the removal of large volumes of air. 

Where gas-illumination is used, each gas- 
flame requires an air-supply per hour of from 
one hundred and forty to two hundred and 
eighty cubic feet, according to General Morin, 
in addition to that furnished to each person. 
In Boston the Building Law requires "fifty 
cubic feet of air per minute for each light other 
than an electric light for each occupant." 

Many writers on ventilation subdivide as- 
sembly-halls into those in which the floor and 
galleries are occupied during many hours con- 
tinuously, and those which are only occupied 
a few hours each day, and class the theatres 
among the latter buildings. This discrimina- 
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tion has, in my judgment, far less force than 
appears at first sight, and should hardly be 
taken as an argument in favor of a lesser 
standard volume of air-supply, particularly 
when it is remembered that in many theatres 
there are not only evening, but also afternoon, 
performances, not to mention possible re- 
hearsals in the morning, and again there are 
quite a number of playhouses where the now- 
adays popular " continuous " performances 
draw large crowds from early afternoon until 
nearly midnight. 

A slight consideration of the volumes of air 
which must be supplied and removed in a the- 
atre to secure a complete change of air three 
or four times an hour demonstrates the im- 
possibility of securing satisfactory results by 
the so-called natural method of ventilation, 
i. e., the removal of air by means of flues with 
currents due either to the aspirating force of 
the wind, or due to an artificially increased 
temperature in the flues. In other words, it 
becomes necessary to adopt mechanical means 
of ventilation by using either exhaust-fans, or 
pressure-blowers, or both, these being driven 
either by steam-engines or by electric motors. 
In the older theatres, which were lighted by 
gas, the heat of the flames could be utilized, 
to a certain extent, in creating ascending cur- 
rents in the outlet shafts, and this accomplished 
some air-renewal. But nowadays the central 
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chandelier is almost entirely dispensed with ; 
glowing carbon lamps fed by electric currents 
replace the gas-flames, hence mechanical ven- 
tilation seems all the more indicated. 

Modern Systems of Theatre Ventilation. 

Several methods may be adopted for the in- 
troduction of the fresh air and for the removal 
of the vitiated air. Owing to the planning and 
arrangement of theatres it is not feasible to 
follow the well-known and practically success- 
ful method adopted for ventilating a school- 
room or a large room in a dwelling. Experi- 
ence has shown that, for winter ventilation, the 
best results are attained in schools by introduc- 
ing the air by flues located in an inside wall, 
high above the floor, or close to the ceiling, 
and by removing the foul air near the floor 
through registers placed in the same wall. 
The warm pure air thus introduced rises to 
the ceiling of the apartment, along which it 
spreads out evenly to become cooled by the 
chilling influence of the outside walls and win- 
dows. It then descends gradually along these 
and is drawn across the room to the outlet flue 
near the floor. The auditorium of a theatre 
presents diff^erent conditions, for it has no out- 
side walls, being surrounded by foyers, corri- 
dors, staircases, and it has also very few, if 
any, outside windows. It is at once apparent 
that the fresh air to be supplied and the foul 



74 Theatre Buildings. 

air to be removed cannot be made to enter and 
escape at the same part of the enclosed space : 
it follows that the fresh-air and the foul-air 
ducts must open at points nearly opposite to 
each other. 

Two principal methods of theatre ventila- 
tion may be arranged : in one of these the fresh 
air enters at or near the floor, and rises up- 
wards to the ceiling to be removed by suitable 
outlet flues ; in this method the incoming air 
follows the naturally existing air-currents ; in 
the other method, pure air enters at the top 
through perforated cornices or holes in the 
ceiling and gradually descends to be removed 
by outlets located at or near the floor line. 
The two systems are known as the " upward " 
and the " downward " systems; each of them 
has been successfully tried, each offers some 
advantages, and each has its advocates. In 
both systems a separate supply of fresh air to 
the boxes, balconies, and galleries is required, 
which may be accomplished in various ways. 
Owing to the different opinions held by archi- 
tects and engineers, the two systems have often 
been made the subject of inquiry by scientific 
and Government Commissions in France, 
England, Germany, and the United States. 

A French scientist, Darcet, was the first to suggest a sci- 
entific system of theatre ventilation. He made use of the 
heat from the central chandelier for removing the foul air, 
and admitted the pure air through numerous openings in the 
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floor and through inlets in front of the boxes, but the audi- 
ence stopped up the holes in the floor on account of the re- 
sulting draught, and in consequence of this the exhaust ven- 
tilation at the ceiling drew air from the stage. 

Dr. Reid, an English specialist in ventilation, is gen- 
erally regarded as the originator of the upward method in 
ventilation. He applied the same with some success to the 
ventilation of the Houses of Parliament in London. Here 
fresh air is drawn in from high towers and is conducted to 
the basement, where it is sprayed and moistened. A part 
of the air is warmed by hot-water coils in a sub-basement, 
while part remains cold. The warm and the cold air are 
mixed in special mixing-chambers. From here the tem- 
pered air goes to a chamber located directly under the floor 
of the auditorium and passes into the hall at the floor level 
through numerous small holes in the floor. The air enters 
with low velocity, and to prevent unpleasant draughts the 
floor is covered in one hall with hair carpet, and in the 
other with coarse hemp matting, both of which are cleaned 
every day. The removal of the foul air takes place at the 
ceiling and is assisted by the heat from the gas-flames. 

The French engineer, Pcclet, an authority on heating 
and ventilation, suggested a similar system of upward venti- 
lation, the fresh air being admitted near the floor through 
registers or openings in the sides or risers of the steppings; 
the foul air is removed at the ceiling through perforated and 
hollow cornices, but instead of allowing it to pass out 
through the roof, he conducts the foul air downward in an 
underground channel which has exhaust-draught. Trelat, 
another French engineer, followed practically the same 
method. 

A large number of theatres are ventilated on the upward 
system; of these I will make mention first of the large Vi- 
enna Opera House, the ventilation of which was planned 
by Dr. Boehm. The auditorium holds about three thousand 
persons, and a fresh-air supply of about fifteen cubic feet per 
minute, or from nine hundred to one thousand cubic feet 
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per hour, per person is provided. The fresh air is taken in 
from the gardens surrounding the theatre and is conducted 
into the cellar, where it passes through a water spray which 
removes the dust and cools the air in summer. A suction- 
fan ten feet in diameter is provided, which blows the air 
through a conduit, forty-five square feet in area, into a series 
of three chambers located vertically over each other under 
the auditorium. The lowest of these chambers is the cold- 
air chamber; the middle one is the heating-chamber and 
contains steam-heating stacks; the highest chamber is the 
mixing-chamber. The air goes partly to the heating and 
partly to the mixing chamber; from this it enters the audi- 
torium at the rate of one foot per second velocity through 
openings in the risers of the seats in the parquet, and also 
through vertical wall-channels to the boxes and upper gal- 
leries. The total area of the fresh-air openings is seven hun- 
dred and fifty square feet. The foul air ascends, assisted by 
the heat of the central chandelier, and is collected into a 
large exhaust-tube. The foul air from the gallery passes out 
through separate channels. In the roof over the auditorium 
there is a fan which expels the entire foul air. Telegraphic 
thermometers are placed in all parts of the house and com- 
municate with the inspection-room, where the engineer in 
charge of the ventilation controls and regulates the tempera- 
ture. 

The Vienna Hofburg Theatre was ventilated on the 
same system. 

The new Frankfort Opera House has a ventilation sys- 
tem modeled upon that of the Vienna Opera House, but 
with improvements in some details. The dressing-rooms 
and other rooms for the stage personnel are ventilated sep- 
arately by direct-indirect radiators under the windows, and 
each dressing-room has an outlet-Hue with two registers for 
summer and winter ventilation respectively. The passages, 
staircases, and the auditorium are heated by indirect radia- 
tion. The house has a capacity of two thousand people, 
and for each person fourteen hundred cubic feet of fresh air 
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per hour are supplied. A fan about ten feet in diameter and 
making ninety to one hundred revolutions per minute brings 
in the fresh air from outdoors and drives it into chambers 
under the auditorium arranged very much like those at Vi- 
enna. The total quantity of fresh air supplied per hour is 
2,800,000 cubic feet. The air enters the auditorium 
through gratings fixed above the floor level in the risers. 
The foul air is removed by outlets in the ceilings, which 
unite into a large vertical shaft below the cupola. An ex- 
haust-chamber over the sun-burner in the ceiling of the audi- 
torium contains heated tubes to rarify the air and to cause 
an ascending current. An exhaust-fan of ten feet diameter 
is placed in the cupola shaft and is used for summer ventila- 
tion only. Every single box and stall is ventilated sepa- 
rately. The cost of the entire system was about 1 125,000; 
it requires a staff* of two engineers, six assistant engineers, 
and a number of stokers. 

Among well-ventilated American Theatres the Madison 
Square Theatre (now Hoyt's) is a well-known example. 
Here the fresh air is taken down through a large vertical 
shaft on the side of the stage. There is a seven-foot suction- 
fan in the basement which drives the air into a number of 
boxes with steam-heating stacks, from which smaller pipes 
lead to openings under each row of seats. The foul air es- 
capes through openings in the ceiling and under the galler- 
ies. A fresh-air supply of fifteen hundred cubic feet per 
hour, or twenty -five cubic feet per minute, per person is pro- 
vided. 

The Metropolitan Opera House is ventilated on the ple- 
num system and has an upward movement of air, the total 
air-supply being seventy thousand cubic feet per hour. 

In the Academy of Music, Baltimore, the fresh air is 
admitted mainly from the stage, and the exits of foul air 
are in the ceiling of the auditorium. 

Other theatres ventilated by the upward method are the 
Dresden Royal Theatre, the Lessing Theatre in Berlin, the 
Opera House in Buda-Pesth, the new theatre in Prague, 
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the new Municipal Theatre at Halle, and the Criterion 
Theatre in London. 

The French engineer. Gen. Arthur Morin, is known as 
the principal advocate of the downward method of ventila- 
tion. This was at that time a radical departure from exist- 
ing methods because it apparently conflicted with the well- 
known fact that heated air naturally rises. Much the same 
system was advocated by Dr. Tripier in a pamphlet pub- 
lished in 1864,* and quite a spirited discussion arose be- 
tween him and General Morin as to whom belonged the 
credit of suggesting the plan first. The earlier practical ap- 
plications of this system to several French theatres did not 
prove as much of a success as anticipated, and the plan ad- 
vocated by Morin was subsequently abandoned, the failure 
being due probably to the existing gas- illumination and the 
central chandelier, and also to the absence of mechanical 
means for inducing a downward movement of the air. 

In 1 86 1 a French Commission, of which General Morin 
was a member, studied the problem of theatre-ventilation 
and proposed the reversing of the currents of air by admit- 
ting the fresh air at both sides of the stage-opening high up 
in the auditorium, and also through hollow floor-channels 
for the balconies and boxes; in the gallery the openings for 
fresh air were located in the risers of the steppings. In the 
parquet the air was exhausted by numerous openings under 
the seats. This ventilating system was carried out at the 
Theatre Lyrique, the Theatre du Cirque, and the Theatre 
de la Gaiete. 

Dr. Tripier ventilated a theatre in with 185 8 good suc- 
cess on a similar plan, but he introduced the air partly at 
the rear of the stage and partly in the tympanum in the au- 
ditorium. He removed the foul air at the floor level and 
separately in the rear of the boxes. He also exhausted the 
foul air from the upper galleries by special flues heated by 
the gas chandelier. 

* Dr. A. Tripier, Assainissement des Theatres, Ventilation, £clairage 
et Chaufiage. 
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The Grand Amphi-Theatre of the Consenratory of Arts 
and Industries, in Paris, was ventilated by General Morin 
on the ** downward" system. The openings in the ceil- 
ing for the admission of fresh air aggregated one hundred 
and twenty square feet, and the air entered with a velocity 
of only eighteen inches per second. The total air-supply 
per hour was six hundred and thirty thousand cubic feet. 
The foul air was exhausted by openings in steps around the 
vertical walls, and the velocity of the outgoing air was about 
two and one-half feet per second. 

The introduction of the electric light in place of gas gave 
a fresh impetus to the downward method of ventilation, 
and modern mechanical appliances have also helped to dis- 
pel the former difficulties in securing a positive downward 
movement. 

The Chicago Auditorium is ventilated on this system, a 
part of the air entering from the rear of the stage, the other 
part from the ceiling of the auditorium downward. This 
plan coincides with the proposition made in 1 846 by Mor- 
rill Wyman, though he admits that it cannot be considered 
the most desirable method. 

A good example of the downward method is given in 
the New York Music Hall, opened in May, 1891. This 
hall is used for musical entertainments only and has neither 
drop-curtain nor footlights. The main hall has a seating- 
capacity of three thousand persons and standing-room for 
one thousand more. Fresh air at any temperature desired 
is made to enter through perforations in or near the ceilings, 
the outlets being concealed by the decorations; it passes out 
through exhaust-registers near the floor line, under the seats, 
through perforated risers in the terraced steps. About ten 
million cubic feet of air are supplied per hour, and the ve- 
locity of influx and efflux is one foot per second. The air 
supplied per person per hour is figured at twenty-seven hun- 
dred cubic feet. The total cubic space of the hall is about 
two million cubic feet, and the air is changed from four 
and one-half to five times per hour. The fresh air is taken 
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in through a shaft at roof level and having seventy square 
feet area. The air is heated by steam-coils arranged in sec- 
tions, and it is cooled in summer by ice on racks. The 
mechanical plant comprises four blowers, six and seven feet 
diameter, and three exhaust-fans, each of six feet diameter. 

The downward method of ventilation was suggested in 
1 884 for the improvement of the ventilation of the Senate 
Chamber and the Chamber of the House of Representa- 
tives in the Capitol at Washington, but the system was not 
adopted by the Board of Engineers appointed to inquire 
into the method. 

The downward method is also used in the Hall of the 
Trocadero, Paris, in the old and also the new buildings for 
the German Parliament, Berlin, in the Chamber of Depu- 
ties, Paris, and others. 

Professor Fischer, a modern German au- 
thority on heating and ventilation, in a dis- 
cussion of the relative advantages of both 
methods reaches the conclusion that both are 

Practical and can be made to work successfully, 
ut that for those audience-halls which are 
lighted by gaslights the upward method is 
preferable. 

In arranging for the removal of foul air it 
is necessary, particularly in the downward sys- 
tem, to provide separate exhaust-flues for the 
galleries and balconies, the registers of which 
are usually placed near the floor level in the 
rear walls. 

Unless this is provided for, the exhaled air 
for the occupants of the higher tiers would 
mingle with the descending current of pure 
air supplied to the occupants of the main audi- 
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torium floor. But in the upward system, too, 
it seems best to draw the foul air off at the 
ceiling level of each tier, particularly at the 
gallery, where the air is usually the most con- 
taminated. 

Mention should also be made of a proposi- 
tion originating recently in Berlin to make 
the roof of auditoriums domelike by dividing 
it in the middle, so that it can be partly 
opened like the roof of an astronomical ob- 
servatory by means of electric or hydraulic 
machinery ; such a system would permit of 
keeping the ceiling open in summer-time, and 
would render the theatre not only airy, but 
also free from the danger of smoke. A system 
based on similar principles is in actual use at 
the Madison Square Garden in New York, 
where part of the roof consists of sliding sky- 
lights, which can be made to open or close 
during the performance. 

From the point of view of safety in case of 
fire, which, as we have seen, in a theatre usu- 
ally breaks out on the stage, it is without 
doubt best to have the air-currents travel 
from the auditorium in a direction towards the 
stage roof. This has been successfully ar- 
ranged in some of the later Vienna theatres. 
From the point of view of good acoustics, 
it is on the other hand better, as already men- 
tioned, to have the air-currents travel from 
the stage towards the auditorium. Obviously, 
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therefore, it is a somewhat difficult problem to 
reconcile the conflicting requirements of safety 
from smoke and fire-gases, good acoustics, and 
perfect ventilation. 

Details of Ventilating Systems. 

In this short essay, details of theatre ven- 
tilating systems must of necessity be omitted, 
but a few points may receive brief mention. 
The best position of the intake of the fresh 
air from outdoors depends primarily upon the 
site of a theatre. In the Continental theatres 
of Europe, which are usually isolated, the in- 
let shaft can be placed in a shaded corner of 
the grounds or parkways which surround the 
theatre ; in this case the inlet need not be kept 
higher than six or seven feet above the street 
level, but it should be raised to avoid drawing 
exhalations from the soil, and it should also be 
protected against dust when located near a 
street. In the American and English theatres, 
on the other hand, which do not enjoy the ad- 
vantages of a free site, the air must be taken 
from one of the sides of the buildings. Inas- 
much as the air of theatre courts is generally 
stagnant and impure, and at times subject to 
pollution from neighboring buildings, or from 
nuisances committed therein, it is advisable to 
take the fresh air in at a higher elevation by 
means of special towers or shafts. It should be 
remarked, though, that in cities it is advisable 
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not to make the inlet shafts too high, for 
above forty or fifty feet in elevation the air of 
our cities is impure from soot, smoke, acid 
and sulphurous and other exhalations from 
chimneys, domestic fireplaces, heating-furnaces 
and steam-boilers of industrial establishments, 
also from other floating impurities, and sewer- 
air passing out from the soil and vent pipe 
extensions on roofs. It is also necessary to 
locate the inlet of the fresh-air shaft as far 
away as possible from the vent shaft which 
removes the foul air from the theatre. The 
fresh-air shaft should be covered on top as a 
protection against rain, snow, or wind. 

It is likewise necessary, in the case of theatres 
located in a city block, to purify the air before 
admitting it to the warming-chamber. This is 
accomplished by providing large chambers 
wherein the incoming air loses its velocity of 
ingress and thus permits the dust to settle; 
the air is often filtered by means of screens of 
cheese-cloth or cotton or woolen fabrics placed 
in a zigzag fashion near the fresh-air inlet to 
these conduits. These and air-filters of fine- 
meshed wire sieves should be frequently looked 
after and cleaned. Air is also purified by pass- 
ing it through fine films or sprays of pure 
water. Means are sometimes provided for 
moistening the air, when too dry, or for tem- 
pering it before it enters the larger heating- 
chambers, to avoid condensation in the cool 
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underground conduits or chambers. In the 
best modern arrangements only a part of the 
fresh-air supply is warmed, while the other 
part passes directly to the mixing-chambers or 
conduits, where it is suitably mixed with the 
warm air, before it enters the auditorium. In 
summer-time the fresh air supplied to theatres 
is cooled, either by being made to pass over 
racks containing large cakes of ice, or by arti- 
ficial refrigeration, the latter system being the 
more successful of the two. 

Concerning the inlets for fresh air in the 
auditorium, the chief desideratum is that the 
air should enter at a slow velocity in order not 
to be felt as a draught. The colder the incom- 
ing air is the less should be its velocity. A 
velocity of one to one and one-half feet per 
second is considered by authorities as the best. 
This is essential particularly where the air is 
introduced near the floor level. The com- 
bined area of the inlets must therefore be very 
large. Take the above-named example of a 
medium-sized theatre, seating twelve hundred 
persons ; here we found the minimum air-sup- 
ply required to be 1,440,000 cubic feet per 
hour, or twenty-four thousand cubic feet per 
minute. With a velocity not exceeding one 
hundred feet per minute this would require an 
area of two hundred and forty square feet for 
the inlets. In order to diffuse the air evenly 
there should be numerous registers either in 
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the floor, or, better, in the risers of the steps 
for the rows of chairs. Floor registers become 
receptacles for dust and hence are objection- 
able. Sometimes deflecting pieces are fastened 
at the inlets to avoid the 3ensation of cold 
draught to the feet. In this respect the down- 
ward method of ventilation offers unquestion- 
able advantages, for near the main ceiling it is 
possible to introduce the air at a somewhat 
higher velocity. Moreover, exhausting the 
foul air at the floor has the incidental advan- 
tage of keeping the feet of persons warm. 

Taking the above amount of air-supply as 
a fair estimate, it will be seen that the fresh-air 
intakes as well as the main conduits for air in 
the cellar require to be of formidable dimen- 
sions, and this is of course equally true of the 
conduits for the extraction of the vitiated air. 
Mention has already been made of the neces- 
sity of supplying fresh air separately and di- 
rectly to the occupants of the boxes, and to 
the spectators seated in the balcony and gal- 
lery. 

The removal of the vitiated air, if same is 
accomplished near the ceiling, may be accom- 
plished with a velocity as high as six to eight 
feet per second. 

Ventilation of a theatre, however accom- 
plished, should not interfere with the good 
acoustics of the auditorium. Some claim that 
the currents of air should be from the stage 
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towards the auditorium, and propose even to 
introduce a part of the fresh air on the stage. 
This would not always prove efficient, partic- 
ularly during the sometimes long intervals fol- 
lowing the lowering of the proscenium curtain. 
In the downward method of ventilation the 
principle may be followed by admitting the air 
in the two corners of the auditorium about ten 
feet above the proscenium-arch, the so-called 
" tympanum." 

The stage of a theatre requires to be well 
ventilated, for often it becomes filled with 
smoke or gases due to firing of guns, colored 
lights, torches, representations of battles, etc. 
There should be in the roof over the stage 
large outlet flues, or sliding skylights, con- 
trolled from the stage, for the removal of the 
smoke. These, in case of an outbreak of fire 
on the stage, become of vital importance in 
preventing the smoke and fire-gases from being 
drawn into the auditorium and suffocating the 
persons in the gallery seats. 

Where gas-lighting is still used on the stage, 
it is important to provide a separate downward 
ventilation for the footlights. This, I believe, 
was first successfully tried at the large Scala 
Theatre of Milan, Italy. 

The actors' and supers' dressing-rooms, 
which are often overcrowded, require efficient 
ventilation, and other parts of the building, 
like the foyers and the toilet, retiring, and 
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smoking rooms, must not be overlooked. Re- 
garding ventilation of toilet-rooms one point 
IS very important, which also applies to smok- 
ing-rooms ; namely, that where fresh air is in- 
troduced by pressure-blowers (plenum system) 
these rooms should have a lesser air-supply in 
order to maintain a constant movement of air 
from the foyers or auditorium towards the 
rooms. In the case of ventilation by aspira- 
tion (vacuum method), on the contrary, the 
same rooms should have a stronger suction 
towards their outlet flues to prevent local odors 
or smoke from passing into corridors or foy- 
ers. All rooms with intense gas, candle, or oil- 
lamp illumination must have provision made 
for the removal at the ceiling of air vitiated by 
products of combustion. 

Methods of Heating. 

The entrance-halls, vestibules, lobbies, stair- 
cases, and corridors do not need so much ven- 
tilation, but should be kept warm to prevent 
annoying draughts. They are usually heated by 
abundantly large direct steam or hot-water 
radiators, whereas the auditorium and foyers, 
and often the stage, are heated by indirect 
radiation. It would lead too far to consider 
the various methods of heating as applied to 
theatres in detail. Inasmuch as it is very de- 
sirable, for the sake of safety from fire, to 
have but one source of heat, the heating is 
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usually done by means of one large central 
steam or hot-water apparatus. The new Police 
and Building Regulations of Berlin require one 
central heating-system for the stage and the 
auditorium, and the heating-chamber must be 
enclosed with solid brick walls. All ducts or 
conduits for hot air, pipes and coils for steam, 
etc., must be surrounded with non-conducting 
material. Owing to the fact that during a per- 
formance the temperature in the auditorium is 
quickly raised by contact of the warm fresh 
air with the bodies of persons (and by the 
numerous lights, where gas is used), the tem- 
perature of the incoming air should be only 
moderate. In the best modern theatre heating- 
plants it is usual to gradually reduce the tem- 
perature of the air as it issues from the mixing- 
chambers towards the end of the performance. 
Both the temperature and the hygrometric 
conditions of the air should be controlled by 
an efficient stafFof intelligent heating engineers. 
In the larger theatre buildings the practical 
management of the heating and ventilating 
apparatus cannot and should not be entrusted 
to the ordinary grade of firemen. Economical 
results are best attained, as far as is consistent 
with comfort, good ventilation, and sanitation 
by placing the entire plant in charge of an 
organized corps of efficient engineers and 
trained assistants. 
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Lighting. 

But little need be said regarding theatre 
lighting. Twice during the present century 
have the system and methods been changed. 
In the early part of the present century thea- 
tres were still lighted with tallow candles or 
with oil-lamps. Next came what was at the 
time considered a wonderful improvement; 
namely, the introduction of gasJighting. The 
generation who can remember witnessing a the- 
atre performance by candle or lamp lights, and 
who experienced the excitement created when 
the first theatre was lit up by gas, will soon 
have passed away. Scarcely twenty years ago 
the electric light was introduced, and there are 
to-day very few theatres which do not make 
use of this improved illuminant. The advan- 
tages of the electric light are threefold ; viz., it 
renders theatres much safer against the danger 
from fire, provided the wiring is properly insu- 
lated ; it generates much less heat than gas- 
light; and finally, it secures better air in 
theatres and vastly simplifies the problem of 
ventilation, as I have already shown. By the 
electric lighting the noxious products of com- 
bustion, incident to all other methods of illu- 
mination, are eliminated : no carbonic-acid gas 
is generated to render the air of audience-halls 
irrespirable, and no oxygen to support com- 
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bustion is drawn from the air introduced for 
breathing. 

The incandescent electric light was intro- 
duced almost simultaneously into theatres in 
England, Germany, and in the United States, 
and the results have everywhere exceeded the 
expectations of the most sanguine. It being 
now an established fact that the electric light 
increases the safety of human life in theatres 
and other places of amusement, its use is in 
many city or building ordinances made imper- 
ative — at least on the stage and in the main 
body of the auditorium. Stairs, corridors, en- 
trances, etc., may, as a matter of precaution, be 
lighted by a different system, by means of 
either gas or auxiliary vegetable-oil or candle 
lamps, protected by glass enclosures against 
smoke or draught, and provided with special 
inlet and outlet flues for air. 

Floors and Floor-Coverings. 

Passing to other desirable internal improve- 
ments of theatres, I would mention first the 
floors of the auditorium. Usually they con- 
sist of wooden boards laid on sleepers, and 
covered with heavy carpets. Sometimes a solid 
or fire-proof construction is adopted, in which 
case the fiUing-in material requires to be free 
from organic matters. The covering of the 
floor by carpets is objectionable — in theatres 
more so even than in dwelling-houses. Night 
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after night the carpet comes in contact with 
thousands of feet, which necessarily bring in a 
good deal of street dirt and dust. The latter 
Falls on the carpets and adheres to them, and 
as it is not feasible to take the carpets up ex- 
cept during the summer closing, a vast accu- 
mulation of dirt and organic matter results, 
some of the dirt falling through the crevices 
between the floor boards. Many theatregoers 
are not tidy in their habits regarding expecto- 
ration, and as there must be in every large audi- 
ence some persons afflicted with tuberculosis, 
the danger is ever-present of the germs of the 
disease drying on the carpet and becoming 
again detached by the friction of the shoes or 
of ladies' skirts. These germs may therefore 
become stirred up and float in the air which 
we are obliged to breathe in a theatre. 

As a remedy I would propose abolishing 
carpets entirely and using instead some of the 
modern available floor-coverings, such as lin- 
oleum, thin polished parquetry oak floors, 
varnished floors of hard wood, painted and 
stained floors, interlocked rubber-tile floors, 
cork floors, and, at least for the aisles, en- 
caustic or mosaic tiling, or terrazzo floors. 
Between the rows of seats, as well as in the 
aisles, long rugs or mattings may be laid down 
loose, for these can be taken up without much 
trouble. They should be frequently shaken, 
beaten, and cleaned. 
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Walls and Ceilings. 

Regarding the walls, ceilings, and cornices, 
the surfaces should be of a material which can 
be readily cleaned and is non-absorbent. In 
halls, staircases, and gangways, marble wains- 
cotting forms an excellent sanitary wall finish ; 
walls in toilet-rooms should be tiled. Stucco 
finish is unobjectionable, but should be kept 
flat, so as not to offer dust-catching projec- 
tions. Oil-painting of the larger wall-surfaces 
in an auditorium is preferable to a covering 
with rough wall-papers, which hold large quan- 
tities of dust. The so-called " sanitary " or 
varnished wall-papers have a smooth, non- 
absorbent, easily cleaned surface and are there- 
fore unobjectionable. All heavy decorations, 
draperies, and hangings in the boxes and plush 
covers for railings are to be avoided. 

Furniture. 
The theatre furniture should likewise be of 
a material which does not catch or hold dust. 
The usual upholstered plush-covered chairs 
and seats retain a large amount of it and are not 
readily cleaned. Leather-covered or other san- 
itary furniture, or rattan seats, would constitute 
a great improvement. The comfort of theatre- 
goers would be much increased if more gener- 
ous space for seats were allowed : seats to be 
comfortable should have a width of twenty or 
twenty-one inches, and the distance between 
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adjoining rows should be from thirty-two to 
thirty-three inches. Overcrowding in the au- 
ditorium should not be permitted, and to guard 
against it it would be well to enforce the rule 
that no more tickets should be sold than the 
theatre license permits. 

Actors' Dressing-Rooms. 

Overcrowding is likewise objectionable in 
the stage building ; the minor actors' dressing- 
rooms in particular should not be subject to it. 
We often find four or five actors placed in one 
small, overheated, unventilated dressing-room, 
located in the basement of the building, with- 
out outside windows, and fitted with three or 
four gas-jets, for actors require a good light in 
" making up." More attention should be paid 
to the comfort and health of the players ; more 
space and a better location should be given to 
their rooms. A theatre should have a suffi- 
cient number of dressing-rooms to provide 
for the sometimes numerous players of spec- 
tacular dramas. Every dressing-room should 
have a window to the outer air, and also a spe- 
cial ventilating-flue. Properly trapped wash- 
basins should be fitted up in each room. There 
should be sufficient and separate, well-venti- 
lated water-closet and urinal accommodation 
for the artists of both sexes. In the dressing- 
rooms and in the corridors and stairs leading 
from them to the stage all draughts must be 
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avoided, as the performers often become over- 
heated from the excitement of the acting, and 
dancers in particular often leave the stage 
bathed in perspiration. Sanitation, ventila- 
tion, and cleanliness are quite as necessary 
for this part of the stage building as for the 
auditorium and foyers. 

The following interesting quotation from 
an article in the Forum by Mr. Rudolph de 
Cordova, an actor of much experience, is 
taken from Mr. Philip Hubert, Jr.'s, recent 
book, " The Stage as a Career," and serves to 
illustrate the usual condition of actors' dress- 
ing-rooms and of their surroundings in thea- 
tres : — 

The janitor (local manager) has an important bearing 
on the actor's condition, which finds its expression in his 
playing, and possibly in his nervous organization. He sup- 
plies the house, and in most cases furnishes quarters for the 
actors, such as no self-respecting slave-owner would in the 
old days have condemned a slave to occupy. For the pub- 
lic nothing is too good : fine silken draperies hang in the 
boxes ; soft, comfortable chairs are in the auditorium, which 
is as handsome and harmoniously decorated as the architect's 
scheme and the owner's purse will allow. For the actor 
anything is good enough. Instead of silken draperies he finds 
only a tattered curtain at the window, if, indeed, he finds 
a curtain at all, or even a window which it might cover. 
Instead of soft, comfo^'table chairs, one wooden chair, none 
too clean, or a chair minus a back, will be the only seat, 
and not infrequently, if he wishes to sit down, he must do 
so on the edge of his trunk. Instead of delicately tinted 
walls, he will find dirty walls which have not been treated 
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even to a coat of whitewash for years. While in the audi- 
torium a soft carpet covers the floor, in the actor's room a 
carpet rarely exists, or if by chance there be something 
which was once a carpet, it is so dirty that it would be bet- 
ter away. The washing-appliances of the actor's room 
usually consist of a small basin with a tap of running water. 
Most people would expect that, as the winter is the theat- 
rical season, and the paints used by the actors are made of 
grease, hot water would be at hand. But this is rarely the 
case, and in many instances running water in the dressing- 
room is unknown. It is not uncommon for actors to refi-ain 
from using the basins, preferring to remove the " make-up " 
as well as possible with vaseline and to wait until the hotel 
is reached to complete this part of the toilet. Tin basins 
and buckets are not the worst that I have seen " on the 
road," for once the water was in dirty, battered old lard- 
tins, and basins had to be bought by our manager. 

It is seldom that the actor other than the star or lead- 
ing man gets a room to himself, frequently having to share 
these discomforts with several members of the company. 
The room may be under the stage, or in the ** flies," or even 
higher. In either case the lack of ventilation is appalling, 
the heat under the stage being exceeded only by the heat 
above it, and it is a wonder that actors do not die by the 
score of throat and lung complaints induced by draughts in 
an overheated atmosphere. The stage door invariably 
opens directly on the street, permitting blasts of cold air to 
sweep through the regions behind the curtain. The dress- 
ing-rooms are often damp, and I have dressed with three 
other gentlemen in a theatre in one of the large cities where 
we had to step across a pool of water in the middle of the 
room. 

But before entrance to the dressing-room can be gained, 
the stage door must be passed. The imposing front of the 
theatre and its brilliant lights are for the public's use and 
gaze, and the idea that anything is good enough for the actor 
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is carried out in the stage entrance. If it happens to be in 
a street instead of an alley-way — and alleys are always 
dirty — it is almost certain that the door will be up or down 
a narrow flight of steps, at the bottom of which there is in- 
variably in wet weather a pool of water. The stage itself 
may or may not be clean. I remember once in Chicago 
noticing that the stage of one of the chief theatres was, to 
put it delicately, somewhat soiled, and I asked one of the 
men how often it was washed. " Oh, we never get time to 
wash it," he replied. "You see, we have Sunday-night 
performances and we are always using it, so that we can only 
sweep it.** Such is the condition behind the scenes as noted 
within my own observation. Will any honest-minded man 
say that it is not a degradation to be condemned to occupy 
such rooms ? Is there any one, outside the dramatic pro- 
fession, who would care to subject a fellow>being to these 
conditions, especially a fellow-being through the exercise of 
whose abilities he makes his living, and whose work depends 
greatly on the proper use of the emotional faculties, which 
are largely influenced by surroundings ? It is not much that 
the actor asks. He never thinks of anything approaching 
luxury in the theatre, but he does ask — he has a right to 
demand — cleanliness. For the disgraceful condition of the 
theatres the janitor, of course, is primarily responsible, but 
he has an accessory in crime in the person of the manager 
of the company, of the star, and even in the actors them- 
selves. If half a dozen of the leading ''stars*' and man- 
agers were to combine and inform a janitor that they would 
not play in his house unless the dressing-rooms were put 
into proper repair and order, clean quarters would replace 
the present squalor and dirt. Or if the manager and the 
"star,** when the contract for the engagement was made, 
put in a clause insisting on the dressing-rooms being neat 
and clean, and finding them otherwise, refused to allow the 
company to act and gave the reasons, public opinion would 
unquestionably insist on the theatre being made decent. 
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Moreover, the protest would be an advertisement — the 
dearest object to the managerial heart — which could not 
be easily overestimated. The "star" does not trouble 
himself about the comfort of the actor because his mind is 
fully occupied and his own comfort is pretty well looked 
after. The best room in the theatre is usually known as the 
** star's ;" his name is even printed on the door, as if there 
were a possibility of its being mistaken. Besides being larger 
than the rest, it is nearly always on the stage floor ; it is 
furnished with some pretensions to comfort ; the floor is 
covered with a carpet ; it has light ; there are washing- 
appliances. For these reasons and because nearly every 
"star" thinks himself altogether on a different plane from 
the actors in his support, intercourse between him and them 
is not intimate, and he does not hear of their discomforts 
and degradations — at least until they are past remedying. 

Drainage and Plumbing. 

It will suffice to mention that defects in the 
drainage and sewerage of a theatre building 
must be avoided. Dampness in the cellar part 
of the building must be looked upon as a seri- 
ous fault. When deep pits, required in the 
understage for the machinery and traps, can- 
not be drained on account of insufficient depth 
of the street sewer, artificial drainage by well- 
known special devices is necessary, or the en- 
tire pit, bottom and sides, must be rendered 
absolutely waterproof. 

Space forbids also to discuss the important 
subject of plumbing. The well-known require- 
ments of house drainage should be observed 
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in theatres as much as in other public build- 
ings. Suitable well-appointed and well-kept 
toilet-rooms must be provided for the public 
as well as for the stage personnel.* 

Water-Supply. 

The proper arrangement of the water-sup- 
ply of a theatre requires much thought and 
study, for a large volume of water flowing un- 
der a suitable pressure is needed, not only for 
the plumbing fixtures, for washing and scrub- 
bing, for the steam-boilers, but also for fire- 
extinguishing purposes.! Where the manage- 
ment of a theatre looks out for the comfort of 
the audience by distributing between the acts 
trays with tumblers holding cooled drinking- 
water, attention should be paid to the purity 
of the ice used in cooling, and for well-known 
reasons water-coolers should be used in which 
the melted ice does not mix with the water. 
If filtered water is supplied, the filters require 
almost daily attention and cleaning. 

Removal of Refuse. 

The removal of ashes, litter, sweepings, oily 
waste, and other refuse should be attended to 

* The reader will find the subject discussed and illustrated in the au- 
thor's work <* Sanitary Engineering of Buildings,** Vol. I., 1899, and 
also in his paper ** Theatre Sanitation,** in the Transactions of the Amer- 
ican Public Health Association, for 1898. 

f See the author* s work << Theatre Fires and Panics, Their Causes 
and Prevention,** 1895. 
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with promptness and regularity. This should 
be included in the general sanitation or main- 
tenance of cleanliness in a theatre. It is only 
by constant attention to properly carried out 
cleaning methods that such a building for the 
public can be kept in a proper sanitary condi- 
tion. Floating air impurities, like dust and 
dirt, carried in with muddy shoes or skirts 
cannot be removed or rendered innocuous by 
the most perfect ventilating scheme. Mingled 
with the dust floating in the auditorium or 
lodging in the stage scenery are numbers of 
exceedingly minute bacteria or germs. Among 
the pathogenic germs will be those of tubercu- 
losis, contained in the sputum discharged in 
coughing or expectorating. When this dries 
on the carpeted floor, the germs become read- 
ily detached, mingle with the dust, are inhaled 
by the playgoers, and thus become a prolific 
source of danger in all public assembly-halls, 
and in particular in theatres which, owing to 
their plan, cannot have any successful "air- 
flushing." It is for this reason, principally, 
that the processes of cleaning, sweeping, and 
dusting should, in a theatre, be under intelli- 
gent management. On the same ground I have 
emphasized the objections to the usual floor- 
coverings, upholstery, decorations, and thea- 
tre furniture. 
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Cleaning, Dusting, and Sweeping. 

To guard against the ever-present danger of 
infection by germs, the sanitary floor-cover- 
ings recommended should be wiped every day 
with a moist rag or cloth. Carpeted floors 
should be covered with moist tea-leaves or 
sawdust before sweeping, to prevent the usual 
dust-raising. The common use of the feather 
duster is to be deprecated, for it only raises 
and scatters the dust, but it does not remove 
it; on the contrary, the dust settles again in 
the still air. Dusting of the furniture should be 
done with a dampened dust-cloth. This work 
should be done in a systematic and exacting 
manner, if good results are to be accomplished. 
The cleaning should include the hot-air regis- 
ters, where a large amount of dust collects. 
This can only be removed by occasionally 
opening up the register-faces and wiping out 
the pipe surfaces. Attention should also be 
paid in cleaning to the baseboards and to all 
cornice projections on which dust constantly 
settles. During the dusting and sweeping the 
windows should be kept open ; an occasional 
admission of sunlight, where practicable, would 
likewise be of the greatest benefit. 

Periodical Sanitary Inspections. 

The writer believes that a sanitary inspec- 
tion of all theatre buildings should be insti- 
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tuted once a year, when they are closed up in 
summer. He would also suggest that the 
granting of the annual license should be made 
dependent not only, as at present, upon the 
condition of safety of the building against fire 
and panic, but also upon its sanitary condi- 
tion. In connection with the sanitary inspec- 
tion a thorough disinfection by sulphur, or, 
better, with formaldehyde gas, should be car- 
ried out by the health authorities. If neces- 
sary, the disinfection of the building should 
be repeated several times a year, particularly 
during general epidemics of influenza or 
pneumonia. 

The safety measures against outbreaks of 
fire, dangers from panics, accidents, etc., dis- 
cussed in the first part of this essay, are, in a 
certain sense, also to be considered as sanitary 
improvements.* 



In order to anticipate captious criticisms, 
the writer would state that in these pages he 
has not attempted to set forth new theories, 
nor to advocate any special system of theatre 
ventilation. His aim was to describe existing 
defects and then to point out well-known rem- 
edies. The question of eflicient theatre sani- 
tation belongs quite as much to the province 
of the sanitary engineer as to the architect. It 

* See also the author's work "Theatre Fires and Panics,** 1895. 
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is one of paramount importance, certainly more 
so than the purely architectural features of 
exterior and interior decoration. 

It remains for the theatregoing public to 
demand, and for the theatre owners and lessees 
to carry out, the measures so urgently needed 
for the better safety, comfort, and sanitation 
of these places of amusement. 
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